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PREFACE. 



In preparing the material for this book, it has been the author's 
aim to present those things which should l>e grouped and 
articulated in order to afford an elemental study of the very 
broad subject of the generation, transmitmion, distribution and 
utilization of power by electrical processeB. The title of the 
work only partially covers this field, but waa chosen with a view 
to brevity and convenience. In fact, our language needs some 
modest word for so large a subject. 

Necessarily, the material available far exceeds the capacity of 
any single volume, but the attempt is made to provide a working 
text-book which may serve as a more or lees complete eourstj, 
depending upon the amount of time available for the subject. 
It is hoped that it may serve as an outline for even an extended 
course, supplemented always by that most important source, the 
teacher. Nevertheless, the book will probably stand or fall as 
an elementary text-book, which is all that it desires to be. 

It is proper to discuss subjects which have been presented in 
other books, because they are important features. It has also 
seemed wise to provide certain discussions not elsewhere available 
IjccaUHC, sooner or later, the student feels the need of them. 
Under this head would come the matters of self-induction and 
capacity of polyphase circuits as derived from single-pha.fe 
circuits, line calculations, standing waves, traveling waves, curve 
calculations, etc. Further comment might be made upon each 
of these topics and it seems necessary to speak particularly of 
the methods presented In making line calculation.s. Here, there 
are given several processes, each used more or less commonly. 
They are all presented in detail in order that contrasts may be 
made and the simplicity of the series approximation emphasized. 

As is pointed out, the matter of corona is not analyzed mi- 
nutely. It, rather, has been simplified as much as is consistent 
with the fundamental conceptions of the phenomenon. 

V 
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vi PREFACE. 

In the chapter upon distribution, the attempt is made to 
summarize in clear statements the chief characteriatics of various 
units which go to make up the load upon an electrical system 
and will determine for it its distinctive features. 

The author desii-es to acknowledge his indebtedness to many 
friends and manufacturing companies for material and counsel, 
the free use of which has influenced every page of his manuecript. 
Of no one may this be more truly said than of Dr. Charles P, 
Steinmeta, the author's obligation to whom cannot be measured. 
Olin Jerome Fergusox. 

SrHBNKlTADT, N. Y., 

June 1911. 



t, Google 



ELEMENTS OF ELECTRICAL TRANSMISSION. 



I. CONDUCTOBS AND ISfSULATION 1 

Wires: Copper, Aluminium, Iron; Si*es, Propertica. 
Cables: Insulation, Armor. 

II. I.V8U1.ATINC Supports 32 

Line: Gla:is, Porcelain. 
Entering: Oil, Porcelain. 

III. Pules and Towerb 47 

Wooden Poles, Rns, etc. ; Preservative Treatment. 
Concrete Poles, Steel Poles aJid Towers; Types, etc. 

IV. Aerial Line CoNHTKutTioN fIS 

Methods and Accessories. 

V. ITnderoround Line Constrdction 130 

Conduits: Types, Laying, Rodding; Dravving-in, etc. 

VI. Switchboards and PROTEmvE Devices 155 

Switches, Circuit Breakers, Fuses; Lijthtr.ing Arresters. 

VII. CiEtcuiTS 198 

Scries and Parallel; Load Distribution and Viiltu|;c (Julcula- 
tions; Feeders and Their Calculation. 

Vm. Constants of CmruiTB a32 

Effective Resistance; Self Inductunuc and Mutual Induc- 
tance renpocity ; Three Phase Values Derived from Single 
Phase; Natural Frequency. 

IX. Generation 257 

Prime Movers; Hydraulic Power; Stcucn Power; Internal 
Combustion Llngines; .VltcrnatinK Current vs. Direct Cur- 
rent; Electrical Generators, 

X. TuANBMiasiON .111) 

Right of Way; Calculations; Tw<i Problenis. 

XI. DiMTRIBUTION li-lO' 

Center of Distribution; Regenerators; Loads and Ma- 
chines; Characteristics. 

XII. Measurements AKD Contract Rates 407 

Ammeters, Voltmeters, Wattmeters, Watt)ic)ur Meters; 
Types and Sources of Error. 

Curve Drawing Instrunients; Curve .Analysis, Ciileulutions. 
Methods of Charging for Power. 

XIII. Line Phenomena . . 436 

Inductance and Capacity; Oscillations and Surges; Wave 

Waves: Standing, Traveling. 
Corona. 



t, Google 



b, Google 



ELEMENTS OF ELECTRICAL 
TRANSMISSION. 



CHAPTER I. 
CONDUCTORS AND INSULATION. 

MeasttremeDt of Conductors. — There are several diiTercnt 
nitlhodB of indicating the size of a conductor employed in the 
electric transmiaaion of energy. These methods vary with 
locality and with the natures of the conductor employed. We 
are confronted by different gages where identical numbers 
correspond to different diameters of circular wire. A conductor 
may be rated by the diameter, or by the area of the cross-section, 
which is perhaps the most satisfactory method when considering 
its conductivity independently of the shape and dimensions. 

Here, again, the ares may be expressed in square inches, square 
mils or circular mils, where the English system of measurements 
is used. A conductor not circular in cross-section is sometimes 
defined by the number of the equivalent circular wire, as for ex- 
ample, the figure-eight trolley wire may be called a No. 0000, etc. 

A ifnit called the mil is introduced in order to avoid fractional 
numbers for diameters. The mil is one one- thousandth of an 
inch. It is used with either circular or rectangular conductors. 

In stating the area of a wire it may be done in terms of square 
mils or drcuktr mils. The latter term has the unit of area equal 
to a circle of one rail diameter. Hence a round wire 0,5 inch in 
diameter is a 500-mil wire. Its area in square measure is 0.1905 
square inch or 190,500 square mils. It is, however, etiual to 500^ 
circles of one mil diameter, hence, 250,000 circular mils. 

The introduction of this unit avoids the use of the factor r/4 
in determining the area, and where relative values arc desired, 
it is all that is necessary. 

The use of gages becomes more and more unsatisfactory from 

year to year and there seems to be some little tendency toward. 

a greater usage of diameter or area as the descriptive term of 

1 



2 ELEMENTS OF ELECTRICAL TRANSMISSION. 

identification. When wire gages were first constructed the 
numbers assumed were used to cover the range of sizes thea in 
demand. But here, as elsewhere, demands have changed, and 
larger wires have no orderly place in the series, as is evidenced by 
the presence of such terms as No. 000, No, 0000, etc. The usage 
is, however, universal, and if not best practice, it is at least good 
standard practice and will be met with upon every turn. 

In America, the B. & S. (Brown and Sharp) Gage is the most 
common one. The Imperial Standard Wire Gage is most used in 
England while Birmingham or Stubbs Wire Gage is also used. 
The B, & S. Gage is frequently known as the American Wire Gage. 
Table I gives the diameters of wires of these different gages. 
Table I. — CompariBon of Wire Gages. 



GaRo 


1 B 


4 S. G. 


I. S 


w 


G. 


B 


w 


G. 


uumber. 


1 A 


& W. G. 1 

1 


S 


w 


G. 



325-0 
289.3 
25S-0 
229.4 
204.3 
182.0 
162.0 
144.2 
128.5 
114.4 
102.0 
91.0 
81.0 
72.0 
64.1 



40.3 
3li.0 
32,0 
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CONDUCTORS AND INSULATION. 3 

It is a noteworthy feature of the B. & S. gage that an increase 
of three in the gage number divides the area of the wire by two. 
That is, No. 5 wire is twice the area of cross-section No. 8 wire. 
Successive numbers differ in area by the factor v^2 or 1.2599. 
No. 4 wire will, therefore, be 1.2G times as large in croes-scction 
as is No, 5. 

For rough calculations we may deduce the approximate proper- 
ties for copper wires by remembering that No, 10 wire by B. & H. 
gage is about 0.1 inch in diameter and has a resistance of one 
ohm per 1000 feet, and weighs 32 pounds per 1000 feet. For 
example, to estimate data upon No. 8 wire: 

Approximate area of No. 8 will be 1.20' times area of No. 10. 
Or 1.2G'X10,000=15,900C. M. 

Diameter No. 8 = 1.2G times diameter No. 10 = 0.120 in. 

Resistance No, 8 = 1/(1,26)' times resistance No. 10=0.(53 
ohms per 1000 feet. 

Weight of No. 8 per 1000 feet = 1 .20' (32) pounds = 50.8 pounds. 

Comparing these values with tables we have for No. 8 wire 

Actual. Appioximnto. 

Area 16,384 15,900 C. M, 

Diameter : 128 128 mils. 

fieitit)tsnce per lUOO [t U.(j214 0.03 

Wt. per 1000 ft '. . 50 50.8 Iba. 

Or, it will 1)0 seen from the above that a change of ten sizes 
gives the factor 10 in comparing areaa of cross-section, for we 
have the continued multipliers, 2X2X2X1.26. An increase in 
size number by 10, therefore, gives one-tenth the area of cross- 
section and ten times the resistance. By combinations of these 
two changes, by threes or by tens, any gage number may be 
reached from any other one. This is sufficiently accurate for 
ordinary preliminary calculations or estimates. 

In the Sklison or Circular Mil Gage, the gage number is identi- 
cal with the number of thousands of circular mils of area of the 
wire. For example. No. 5 wire will be of area 5000 circular mils, 
No. 80 of 80,000 circular mils, etc. Hence, the gage number 
multiplied by 1000 gives the circular mil area; or the gage num- 
ber multiplietl by 250;: gives the sijuare mil area. 

The current-carrying capacity of a wire docs not vary as the 
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ELEMENTS OF ELECTRICAL TRANSMISSION. 

of cro83-8Cction, because the radiating surface does not 
in the same proportion. If 

u! =^watte radiated per UQJt area cooductor aurfoce, 

r "resistance of conductor, 

a —surface of conductor, 

d —diameter of conductor, 



we have, for constant temperature 

seed 



CC- = constant. 



i(Xd-- 



Copper wire is almost universally manufactured by drawing. 
\Vc meet with both hard drawn and soft drau-n or annealed copper 
wire. The difference, from the standpoint of manufacture, lies 
in the fact that the soft drawn wii'e is annealed more frequently 
in the process of drawing than Is the hard drawn, This gives a 
softer and weaker strand of better conductivity than is acquired 
by hard drawing. The difference in conductivity favors the soft 
drawn wire by 3 per cent, or 4 per cent., while the tensile strengths 
show a decided superiority of the hard wire. In fact, they may 
vary as much as from 35,000 pounds per stjuare inch for soft wiro 
to G5,0(K) pounds per square inch for hard wire. 

Rocblings give a^ comparative values the figures shown in 
Table II. 
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coNDucnms and insiti^vtiox. 

Table n. — Tensile Strength of Copper Wire. 





Brcakiiig weights — pounils. 


Numbers 






B. & S. C. 








Hard drawn. 




0000 


8,310 


5,650 


000 


6,580 


4,480 


00 


5.226 


3,553 


u 


4,558 


2,818 


1 


3,746 


2,234 


2 


3,127 


1,772 


3 


2,480 


1,405 


4 
5 


1,967 
1,559 


1,114 

883 



M atthicascn 's figures as reeommcndcd by a committee ap- 
pointed by the A. I. E. F,. arc used sia a ba-sis for resiHtiincc values 
given in these pages. 

One mil-foot of soft copper has reHistance of 9.38 international 
ohms at 0° C. 

* Lyil-u.^LlOO^IC 



f) ELRMENTS OF ELECTRICAL TRANRMISSKIX. 

One mil-foot of hard fopper has resistuiico of !).5i) intiTiiatioiial 
ulims at 0° U. 

If we have a soft copper wire 0.5 inch diameter, itw resiMtaiife 
jKT thousand feet will he 

9.38 X 1000 
= £o»" =0.03752 ohms. 

I"or hard drawn wire it will be per thousand feet 

3 ohms. 

The rcsiRtanco of a 100-foot copper strip 300 mils by 60 mils 
will be 

„ 9.38X100 ^^,^„ , 

R = =0.0409 ohms. 

00X300 



W-1 
In this calculation the area of the rectangular cross-Hoetion may 

be expressed in the terms of circular mils ((). M.). This is done 

by the reduction factor rc/4, for 
Area in square mils = r/4 (area in circular mils). 
Formula; expressing these facts will be, if /.^number of feet 

lenfrth, 

r, „ , 9-59^ 7.53L , 

R (hard copper) =- ., = tt— ohms at ( . 

CM. sq. Dills. 

R 



CM. s([. mils. 

Table III pivos data upon copper wire measured according 
to the B. & H. gago. Table IV similarly gives the data where 
the diameter of wire is expressed in mils. 

If a comparison is desired between these units of measure an<I 
the metric system, we may obtain metric measures of any wire 
by multiplying its diameter in mils by the reduction constant 
0.0254001, giving diameter in millimeters. That is, a circular 
wire of 3'8 inch diameter (375 mils) is 375X0. 0254(X)l = y. 525 
mm. =0.9525 cm. in diameter. 
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KLEMENTS OF P;LECTRrCAL TR.VNSMIHSION. 
Table IV. — Dkta on Copper Wire, Mil Heasurement. 



Diameter 


Area of cross section. 


Pounds. 


Resistance 


mib. 


Circular 


Square 
mils. 


per 
1000 feet. 


per 
1000 feet. 


400 


211000 


166200 


640,5 


0.04893 


410 


108100 


132100 


610.0 


0.06143 


305 


133200 


104700 


403.5 


0.0777 


325 


105600 


83000 


320.0 


0.0979 


289 


83520 


0.5700 


253.4 


0. 1230 


268 


66500 


52300 


201.9 


0. 1652 


229 


52440 


41200 


159.0 


0-1970 


220 


48400 


38010 


146.8 


0.2135 


204 


41620 


32690 


126.2 


0.249 


193 


37250 


29260 


112,9 


0.278 


182 


33120 


26010 


100,3 


0.312 


172 


29580 


23230 


89.6 


0.353 


102 


20240 


20620 


79.0 


0.394 


153 


23410 


18400 


71.0 


0.4415 


144 


20740 


16300 


02.8 


0,499 


134 


17960 


14110 


54.4 


0.576 


129 


16640 


13080 


50.5 


0.620 


120 


14400 


11310 


43.0 


0.718 


lU 


13000 


10210 


39.4 


0.796 


109 


11880 


9340 


30.0 . 


0.871 


102 


10400 


8180 


31.5 


0.995 


95 


9025 


7095 


27.37 


1.145 


91 


8281 


O-WS 


25.1 


1.249 


86 


7396 


5810 


22.4 


1.399 


81 


aioi 


5100 


19.9 


1.573 


70 


5770 


4540 


17.6 


1.79 


72 


5184 


4075 


15,71 


1.992 


C8 


4624 


3I«5 


14.01 


2.235 


64 


4096 


3220 


12.4 


2.525 


61 


3721 


2920 


11.29 


2.778 


57 


3249 


2550 


9.85 


3.18 


54 


2910 


2290 


8.84 


3.542 


51 


2601 


2045 


7,89 


3.97 


49 


2501 


1905 


7.58 


4.135 


45 


2025 


1590 


6.14 


5.10 


42 


1764 


1387 


5.35 


5.85 


40 


1600 


1258 


4.85 


6.465 


38 


1444 


1135 


4,38 


7.155 


35 


1225 


963 


3.71 


8.446 


32 


1024 


805 


3.11 


10.07 
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CONDUCTORS AND INSULATION'. 
Table v.— RniataacM of Copper Allojv. 



Substances alloyed with 
pure copper. 



Carbon: 

Copper, with 0.05 per cent, ofcarlma. . 

Sulphur: 

Copper, withO. 18 per cent, of sulphur. . 

Phosphorus: 

Copper, with . 13 per cent, of phosphorui> 
Copper, with (1.95 p^r cent, of phoeph( 
Copper, with 2.5 per cent, of phosphoi 



Copper, with traces of arsenic. , 
Copper, with 2.8 per cent, of ai 
Copper, with 5 . 4 per cent, of &i 



Conductivity 
of bard drawn , 
alloy, pure soft | 
copper being 100. 1 



Tempera- 
tigraUe. 



Copper, with traces of sine. . . . 
('opper, with 1 .6 per cent, of li 
Copper, with 3 . 2 per cent, of li 



Copper, with 0.48 per cent, of iron. . 
Copper, with 1.06 per cent, of iron. . 

Tin: 

Copper, with 1.33 per cent, of tin. . . 
Copper, with 2.52 i)er cent, of tin. . . 
Copper, with 4.9 percent, of tin 

Bilver: 

Copper, with 1.22 per cent, of silver. 
C<^per, with 2.45 per cent, of Bilver. 

Gold: 
Copper, with 3,5 per cent, of gold. . . 

Alumiaium : 
Copper, with 0. 10 per cent, of aluminium. 



70.34 


20.0 


24.16 


22. t 


7.52 


17.5 


60.08 


19.7 


13.66 


19.3 


6.42 


16.8 


88.41 


19,0 


79.37 


16,8 


59.23 


10.3 


35.92 


11,2 


2S.U1 


13.1 


50.44 


16.8 


33.93 


17.1 


20.24 


14.4 


90.34 


20.7 


82.52 


19.7 


67,04 


18.1 
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KLKMEXTS OF ELECTRICAL TRANSMISSION. 



Table VL — Hard Drawn Copper Telephone Wire Specifications. 
(British Post-office), 



Wei^tfl par mile. 



i 

ii 

li 



220.5 


.son 


820 


7S0 


2400 , 


191.0 


600 


61S 


586 


1800 


lSfi.5 


400 


410 


.90 


1300 


110.6 


200 


205 


m 


650 


95,5 


160 


153.75 


149.25 


490 


78.0 


100 


102.5 


07 .a 


MO 



Table VIL — Hard Drawn Copper Telephone Wire Specifications. 





ll«iui™l 


IBS 


Dhimptoni in mih 


MaiLmum 






Minimum 


184 




RtqairHl 


436 


WcriahU per mile 


Maximum 






Mmimum 


431 




Artual 








1328 


BmikLnR WBighta 


Actual 








1301 










inch 


62100 


WBiBhMqfroih 


Mniimum 


218 




Minimum 


152 




RfqaimI 


0- 



'8B.W.G.,12N.B.S.ll. 



,a.« 


12 B.& 


s. a. 


- 


101 9 


80,0 




81.2 


101.0 


7fl.3 


165 


102.0 


168.0 




162.0 


100.8 


540 


334 


5t« 


327 


64800 
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CONDUCTORS AND INSUIATION 11 

Sltwificat ioiiH usimlly stiitc I hut ii copper wire must linvr a 
romUirtivity of not less than 1)8 \>cr coiit. of that of purt' copjM'r. 
'i'hiit the conductivity varies widely with changea in compoaition 
is shown by Table V, 

Hard tlmwn copper is use<l for telephone lines. In Grrnt 
Hritain, where there is government control of telephone firrvicp, 
the Post Office specifications for copper wire are carefully out- 
lined. Including Tables VI and VII, they are in part aa 
follows: 

"The wire shall be capable of being wrapped in six tunis 
around wire of its own diameter, unwrapped and again wrapped 
in six turns around wire of its own diameter in the same direction 
as the first wrapping without breaking; and shall be also capable 
of l>earing the number of twists set down in the table, without 
breaking. 

"The twist-test will be ma<lc as follows: The wire will l>o 
gripped by two vises, one of which will lie made to revolve at a 
KI>eed not exceeding one revolution per second. The twists thus 
given to the wire will be reckoned by means of an ink mark 
which forms a spiral on the wire during torsion, the full number 
of twists to be visible between the vises." 

According to the above table, the viilc-ohm of copper required 
is 878 pounds. This corresponds to a conductivity of 97.8 per 
cent., taking the value of the mile-ohm of 100 per cent, copper as 
850. 

As here seen, a different unit is used in consideration of con- 
ductors for the use of telephone or telegraph, called the niilr-uhm 
of wire. It is the weight of a certain material which will have 
1 ohm resistance per mile length. It is, in a sense, a cond)ined 
measure of conductivity, diameter, weight, etc. 

Aluminium. — The use of aluminium for electric conductors is 
very frequent. Where economy of space is necessary it would 
never lie used in place of co|>per, as for instance, in armature 
windings, transformer coils, etc., ote. However, wherever this 
space economy is not dcniantleil, we may consider the use of 
aluminium. 

It is much lighter than copper. It has a lower conductivity 
than copper. Its tensile strength is less than that for copper. 
Put into figures the comparison may be stated thus: 
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Specific gravity. Conductivity. Tensile strength. Elastic limit. 



Copper 8.03 06 to 99 30000 bo 68000 20000 

Aluminium 2.68 I 01 to 63 20000 bo 35000 15000 



Assuming average conductivities of 97 and 02 respectively, 
wc find for e<]ual conductivities, copper and nluniinium wires 
must bear the ratio of cross-section, 



Copper to aluminium i 



97 



G2 



= 1.0000 : 1.5045. 



By comparison with wire tables, it is evident that this differ- 
ence in area corresponds almost exactly to a change of two 
B. & S. gage numbers. For example, a Xo. 10 copper wire may 
be replaced by a No. 8 aluminium wire so far as conductivity is 
concerned. The latter really gives a slightly increased conduc- 
tivity by the ratio of 1.20= to 1,5645 = 1.015 or 1.5 per cent. 
increase. 

The weights of equal volumes bear the ratio: 

Copper to aluminium =8,93 : 2.08= 1 .000 : 0.300. For any 
given diameter the weight of aluminium wire is . 3 of the weight 
of a copper wire. Or for equal conductivities. 



Copper to aluminium = 



8.93 2,08 



97 



02 



1,00 : 0.400. 



The weights of a span of copper wire will be 1/0.40!) times the 
weight of the equivalent aluminium span or 2. 13 times as great. 

It will bo noted that, us for equal conductivities the aluminium 
conductor has 1.50 times the cross-section of the copper con- 
ductor, it presont.s this much greater body to the pressure of 
wind and for the formation of ice. In some localities both of 
these factors are serious considerations. 

In order not to exceed the elastic limits of the materials we 
may as-sume about 14000 pounds per square inch for aluminium, 
and 18000 to 25000 pounds per square inch for copper. 
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It is necessary to keep tensionB much below the test values 
for these materials, owing to the fact that under continued strain 
the molecules of the metals will gradually flow and the wire will 
become permanently elongated and diminished in diameters. 

Or, using tensile strength as the basis of comparison, 

Aluminium 33,000 pounds per square inch. 

Copper — iiftrd drawn. . . . 60,000 pounds per square inch. 
Copper — soft drawn 35,000 pounds per square inch. 

By referring to Table VIII, the coefficients of expansion 
of copper and aluminium are found to bear the ratio of 1 to 
1 .38. This indicates that aluminium will sag more in hot weather 
and tighten more in cold weather than docs copper, 

Tsble VUL — I^operties of Copper, Aluminium and Iron. 



-• 2.46 X 10-' 


. 900 X 10-' 


640 


. 1650 


0.22 


0.11 


' 12.8x10-" 


6.9x10-' 



Specific gravity J 8,S9, 

Weight in lbs. per cu. in 0.3216 

Electrical resistance in ohms' 

per cu. cm. at r C 1.59 x 11 

Melting point in degrees C . 1100 
Specific heat at ordinary i 

temperatures, (about) ■ . ■ ■] 0.093 
Coeffident of expansion per 

degree F 9,28 x 1( 



It is evident from the foregoing figures that aluminium should 
never be used where the conductor is to be insulated. Taking 
two wires of equal conductivity we find that their diameters 
have the ratio, copper to aluminium, of 1 to 1.25. Hence, ivith 
insulation of equal depths, it will require nearly 25 per cent. 
more material for the protection of the aluminium circuit than 
for that of the copper circuit. The lighter the insulation, the 
nearer the percentage approaches to 25 per cent. -V-s insulating 
materials are expensive this item becomes prohibitive for 
aluminium. 

In comparing prices the proper basi.-i is not per pound of 
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material but upon equality of conductivity. As we have seen, 
for equal conductivity aluminium is only 46.9 percent, as heavy 

1 
.46' 

times the current price of copper. At present prices of copper, 
13.5 cents, aluminium would have a comparative value of 2, 13 
times 13,5 cents, or 28.7 cents per pound. 

As before noted, use of aluminium cannot be made in all situa- 
tions. It is, however, well fitted for power transmission and 
distribution. Its saving in weight being about 53 per cent., it is 
permissible to lessen .strain upon towers, poles, insulator pins, 
etc., or to increase distance between poles without increasing 
strains. The accomplishment of either of these ends may, in 
individual cases, be of the utmost importance, as will be shown 
in the discussion of line construction. 

A further consideration, sometimes important, is that with 
fewer towers or poles there are fewer points of support for leak- 
age currents to ground, or for possible accidental grounds. 

Aluminium is frequently installed for heavy feeders for railway 
or lighting work and for station bus bars. In the former cases. 
Stranded conductors arc always used. The bars arc flat and 
thin (comparatively), being so designed that a large amount of 
surface will be present for radiation of heat. In this respect, 
aluminium has a decided advantage over copper because large 
bars are used, hence greater surface presented to air for radiation 
of heat. For the same Pr losses dissipated by heat radiation 
and convection, that conductor will maintain the higher tempera- 
ture which has the least area of surface. Hence, copper will 
have higher temperature rises than will aluminium for the same 
conductivity. This allows the use of less aluminium than the 
47 per cent, equivalent copper conductor. Practice indicates 
that the aluminium bar may be as small as 1 , 25 times the copper 

bar. That is, 1 ,25X-^ --=0,375 pounds of aluminium replaces 

1 pound of copper. Accepted curi-ent densities for aluminium 
Ims bai-s range between 5(H) and 1200 dependinj; upon siiic. 

.Vluminium is quickly coated by a thin layer of oxid which 
serves as a protection to the metal. This occui's with the ordi- 
nary conditions of moisture in the air. The sulphurous fumes of 
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locomotive gases do not attack it. Successful joints cannot be 
made with aluminium by the same methods as for copper. This 
is due to the fact thkt no acceptable soldering process has as yet 
been found. Solder is not necessary frt)m the standpoint of 
electrical conductivity of a joint. It is added In copper joining 
as a means of maintaining the perfection of the splice. Inci- 
dentally, however, it does increase conductivity, but this is not 
its prime utility. Similarly, in aluminium, some step must be 
taken to insure permanence of the joint. This may be accom- 
plished by a more careful mechanical construction of the joint 




by ordinary means. ^Mien an aluminium cable is to be spliced 
it may be opened up farther back than would be done for copper 
cables and each wire joined by a longer twist to its corresponding 
wire in the other cable. There are also special means of accom- 
plishing the same end {Fig. 1). A twist joint reinforced by a 
double sleeve applied before twisting and conforming to the 
spirals thus made gives a very secure joint. There are also used 
threaded sleeves compressed upon the ends of the conductors, 
adjacent sectionsof theline beingjoined by use of a stud threaded 
right hand and left hand. This construction lemls itself advan- 
tageously to conductors greater than 4(X) mils diameter. Below 
this size the twisted sleeve is perhaps best. 
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Tap-off joints are best accomplished by use of a clamp carrying 
a side lug for branch connection. 

All joining devices, tie-wires, etc., must be of aluminium or 
there will result local galvanic action. This is generally destruc- 
tive to the aluminium, because it is electro-positive to a great 
majority of other metals. 

Moreover, the tie-wires should be of annealed wire in order 
that they may not injure the surface of the conducting strand. 
Data concerning aluminium wire are shown in Tables IX and X. 

Tabic IX. — DaU on Pure Alaminium Wire (Solid). 
Conductivity at 62 in the Hatthiesaen standard scale. 







R«istiinc» Kt 70° 


F. 


Oh™ per 
pouncl. 


Found, 
mile. 


Feet 


B. i S. No. 


Ohms per 
1000 foet. 


Ohn»iHr 
mik. 


Featpcr 
ohm. 


lj*r 
IHiund. 


0001) 

000 


0.09906 
ClSAOe 


0.41730 
0,8268a 
0.66382 


10034 

7956 






00085102 
0010364 


807.52 
640,36 


8.639 
8.246 




2 


0. 18849 
0.2SZO0 


o-Kies* 

1.0552 


6310 
6006 






0016479 
0028194 


607,83 
402.81 


10.307 


I 


0.40067 

o.sosaa 


1.8779 
2.6679 


3147 
1876 






0086250 
016749 


ISO. 30 


33.148 




0.83720 

o.soaso 


4.2425 


1589 
1248 
987 




I 


042335 
067318 


126.35 
100.21 
70.48 


41.789 
52.687 
86.446 


11 


1.277a 

2,0312 


6.7442 
10.723 


783 
492 







10710 
27081 


82.99 
30.6a 


»3.823 
106.68 


12 


2,M1B 
;i.230O 


17.085 
21.502 


390 
309 
248 




I 


68437 
0877 


24.92 
19.78 


211.88 
287.17 


\l 


8.13S4 
B.I670 


27.114 
34.100 

4:i.i24 


194 




1 


7805 


15,67 


336.93 


18 


10.300 
12.985 


64.33S 
6S.664 


81 


06 
06 


11 


595 


6.199 


675.67 
1074.11 
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T«ble X. — Datm on Stranded Aluminium Win. 

Conductivity at 82 in the Mattliiessen standard scale. 





mih. 


„^.„„. 


Weight in pou 


ndi. 






Number 
B.AS. 


porta of 
Ml inch. 




Bore. 


Triple briid 
PerlOOO 


in ohms Bt 
70°F. iwr 




32i«l of 

SDiDCb. 


Per 1000 
feet. 


Per inilc. 


1000 fwt. 




950000 
900000 


1.125 

I.0B2 


1 1/8 
1 3/32 


920. 
874. 
828. 


4617. 


1406- 
1337. 






016726 

017606 
018585 




850000 

800000 


1.062 

o.»Be 


1 1/16 


782. 
690. 


4131. 
394S. 


loeo. 






019679 
022301 




aooooo 


o.»a:i 

0.891 


15/16 

20/32 


598. 
662. 


3150. 
2910. 


921. 
862. 






025734 
027S7S 




55O0O0 
500000 


0.864 
0.814 


27/32 
13/16 
25/32 


506. 
460. 


2873. 
2430. 


782. 
713. 
644. 







030411 
Oa7170 




400000 
300000 


0,725 
0,621 


11/16 

5/S 


279! 


1701. 
1458, 


43fl! 







047789 
056765 


0000 
000 


211000 
16TS05 


S22 
0.404 


0/16 
17/32 
15/32 


230. 
19S, 
166. 


1215, 
1028, 


366. 

263. 







0e69()6 
07UO46 
090676 


00 


133078 
83«M 


0.414 
0.368 
0.328 


3/8 
11/32 


77! 


407! 


135. 






12560 

19984 




5S«M 
■11742 


261 
0.231 


0/32 
1/4 
7/33 


61, 
48,8 
38.6 


266! 


U2. 
03. 5 






31779 

40069 




33102 

2a2» 


0.206 
O.IHO 


7/32 
3/16 


30,2 


161, 


T-:l 





605.10 



Iron vlre la not used for any ordinary transmission of electrical 
energy, except in cases of very small current.'^, as telephone, 
telegraph, sigDal, etc., and even here it is not as conimon aa 
formerly. It has certain properties which would make it very 
satisfactory for sm-h a purpose, but it also has serious faults. 
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If copper or aluminium could be brought to stand such high 
tension a^ iron, much would be gained. But Buch values aa 
60,000 pounds per square inch used for iron and 100,000 pounds 
per square inch used for steel cannot be equalled or even ap- 
proached by either of these. Again, iron is exceedingly cheap 
compared to either of these other metals. As regards weight, 
although it has about 84 per cent, of the weight of copper, its 
conductivity is so much less than that of copper, that for equal 
conductivities it is much the heavier of the two. The ratio of 
resistances Js about 1 to 6. This means that for equal conductiv- 
ity an iron wire would weigh 6.04 times the given copper wire. 
Or, compared with aluminium the weights would be. 

Weight of iron : weight of aluminium =10.75 : 1. 
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Fia. S.— Skin eSeol witb Iron oi 



DLmnetCT -0.177 uioli 



Dewpite this handicap, special instances may arise where the 
extra strength of the iron will demand its use for certain long 
spans, as across a river. The most serious fault of iron for use ■ 
aa a conductor is that it is magnetic. The result is that with 
alterniUing currents the impodnncp is incrca.sed many fold over 
the ohmic resistance depending upon the fi-e«iucncy of the 
current, the size of the conductor, etc. In fact, the actual 
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effective resistance is increased due to the akin effect whereby 
the current density at the surface of the conductor is greater 
than the density in the interior of its cross-section. The effect 
is to reduce the cross-section of the conductor actually in use, 
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Fio. 3.— Skin oflmt wlih lioD conductors. Dionieter -0.260 incheB. 

that is, to increase the resistance, and is present even with copper 
conductors. 

The effective resistance of the rail return of the Ballston line 
of the Schenectady Railway system was increased over the ohmic 
resistance in the ratio of 1 to 1 . 93 when alternating current 
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Fio. 4. — Skin ft 



■t with iron conduclora. Diameter —0. SO inchea. 



series motors wore put upon the cars and supplied with current 
al 2i) cycles per second. 

In an extended series of tests made in liXli) l>y Mr. C. M. Davis 
upon iron conductors of various sizes it is foun<l that this effect 
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of increase of resistance (and also reactance and impedance) is 
very marked even with low frequencies. These increases are 
shown by curves in Figs, 2, 3, and 4, taken from Mr. Davis's 
report at Union College. 

Similarly, by assuming that the conductor is replaced by a 
hollow one of equivalent resistance, having the same outer 
diameter and a thickness of shell d, Fig. 5 shows what may be 
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Fia. e.— Equivalont depth of cuncat penctratioD. 

called the equivalent depth of penetration of the current in the 
conductors. 

Comparing Fig. 6 with Figs. 2, 3, and 4, and remembering the 
<lifferences in diameters, it is seen that stranding an iron conduc- 
tor will reduce the effects above noted. Wherever an iron span 
is required, if current is of any large magnitude, the conductor 
should be stranded. 

In case of an extra long span, where the copper wire has not 
sufficient strength and the iron wire has not sufficient conduc- 
tivity, use may be made of bimet'iUir v'irc, an iron core within a 
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copper shell. As will be seen from the discussion upon skin 
effect, the change from copper core to iron core affects the 
resistance only slightly, but it fumiehes a stronger wire. 

There are many alloys in use as conductors, but they may be 
said to be of special application. Many are manufactured, each 
for the sake of some quality which makes it of great value under 
certain circumstances. That peculiar property may be strength, 
zero temperature coefficient, high resistance, etc., but these 
special features cannot be discussed at length at this time. 

There are several different methods of using conductors as 
regards flexibility. One solid wire may be used where its size 
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Flu. 6.— Skia eScat niUi atnmded ir 



I conduelor. Diameter -0.3TS iaohn. 



Lt not sufficient to make it unwieldy and stiff. 'WTiere some 
flexibility is required the large conductor is replaced by several 
strands of wire of sizes 8 to 14 B. A S. gage. This gives only a 
partial relief and will not permit short bends. Where short 
turns must be made or the cable is to be handled or have its 
position changed repeatedly, smaller wires of sizes 14 to 20, 
B. 4 S. gage, must be used, keeping the total area of cross- 
section of metal as before. This increased pliability is obtained 
at an increased cost, for the small wires are more expensive per 
pound, there is much more work in forming the conductor either 
by twisting or braiding, and the increased diameter of the cable 
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due to fiiibdivision demands more insulating material. Ak a 
coiiHcqucnte, the more flexible t-uiicliietors are not used except 
where they are ilccidcdly advantagoous. 

In aluminium cables, stranding is always practised as a mechan- 
ical protection to the cable itself and also aa a relief to supports. 
It is manufactured down to an equivalent of No. (i B. & S. gage, 
and has the properties shown in Table X, aa already noted. 

Insulation. — In the protection of circuits many materials are 
used for insulation. These diflferent substances are not all 
equally auccesaful under similar conditions, but each one may 
have a more or less particular application. Broadly speaking, 
however, there are some few materials which will satisfy all the 
requirements of ordinary service. 

The conditions to be met include the Jiarmful effects of 
moisture, change of temperature with extremes in either direction, 
salts and acids, injurious vapors, abrasion, etc., besides which 
there will be present in the material mechanical strength, high ■ 
dielectric qualities, permanence, and more or less flexibility. 

In securing these qualities, the best results are obtained by 
use of paper, rubber, or jute, cotton or hemp impregnated with 
some pitch or tar. Paper, oiled cambric, etc., are very frequently 
used in the heavier insulations and metallic sheaths are after- 
ward provided for the sake of mechanical protection. 

When rubber is used it is always vulcanized. This process 
consists of heating it to a temperature of about 150° C. and 
intimately mixing about 3 per cent, powdered sulphur with it. 
Owing to the presence of this sulphur, a copper wire so insulated 
must always be tinned in order to escape the corrosive attack 
otherwise resulting. 

The vulcanization process gives the rubber durability and 
firmness, and makes it waterproof. 

The conductor should be exactly central in any cable or the 
insulation is weaker upon one side than upon the other, llubber 
should adhere to the copper if well manufactured. 

There has been considerable discussion as to what simple 
tests may be made upon rubber insulation in order to determine 
its qualities. Many purchasers specify that the insulation shall 
contain at least 30 per cent, of Para rubber. U.sing a mixture 
following this specification and properly treating it by careful 
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vulcanization, etc., one may feel assured of good insulation. It 
is not necessary to pin one's faith only to Para rubber, however, 
for there are other rubbers of approximately the same grade. 

The simplest teats of any particular value are the testa of 
strength, elasticity, voltage to puncture, and resistance per milo 
of conductor. A strip of the insulation taken from a conductor 
if of size large enough to be representative, should admit a 
tensile strain of 800 pounds per square inch without rupture. 
It should also be able to stand elongation to three or four times 
normal length without injury. Not only should the elongation 
be possible but when stretched to three times its length, it should 
promptly return to approximately its original length upon 
removal of the tension. 

The potential test may be carried to 2.5 times normal or 
working potential. Excessive or long continued tests are apt to 
become injurious to the cable and develop incipient weaknesses, 
which, later, will be the cause of destruction of the insulation. 
It may be instructive to carry tests upon samples to their respec- 
tive limits. 

As regards the dielectric resistance per mile of conductor, this 
may be estimated by a formula suggested by Mr, E. W. Stevenson 
in the Trans. A. I. E. E. of lOOfi, namely: 

Megohms per mile after 1 minute electrification at CO" F. 
=CO00Ciog. D/d) where D is external diameter of the rubber and 
d is diameter of conductor. Definite values are often misleading, 
however, and more can be learned by comparison of several 
similar coils of wire or cable. Lack of uniformity here would 
indicate individual weaknesses which will sooner or later cause 
trouble. 

Mr. W. S. Clark, in a paper before the A. I. E. E. in 1900, 
quotes the specifications of the Rubier Covered Wire Engineers' 
Association for 30 per cent. Rubber Insulating Compound. It 
is as follows: 

Spedfications 30 per cent. Rubber Insulating Compound. 

Rubber-covered Wire En^eers' Association. 

The compound shall contain not less than 30 per cent, by 
We^t of fine dry Para rubber which has not previously been 
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used in rubber compounds. The roniposition of the remaining 
70 per cent, shall be left to the (Uscretion of the manufacturer. 

Chemical. 

The vulcanized rubber compound shall contain not more than 
() per cent, by weight of acetone extract. For this determination, 
. the acetone extraction shall be carried on for 5 hours in a Soxhtet 
extractor, as improved by Dr. C. O. Weber. 



Mechanical. 

The rubber in,sulation shall be homogeneous in character, shall 
be placed concentrically alxjut the conductor, aiid shall have a 
tensile strength of not less than 800 pounds per square inch. 

A sample of vulcanized rubber compound, not less than 4 
inches in length, shall be cut from the wire with a sharp knife 
held tangent to the copper. Marks shall be placed on the 
sample 2 inches apart. The sample shall be stretched until the 
marks are 6 inches apart and then immediately released; I 
minute after such release, the marks shall not be over 2 3/8 
inches apart. The sample shall then be stretched until the 
marks are fl inches apart before breaking. 

For the pur])ose of these tests, care must be used in cutting to 
obtain a proper sample, and the manufacturer shall not be 
responsible for results obtained from samples imperfectly cut. 

ElectricaL 

Each and every leogtb of conductor shall comply with the requirement 
given in the following talile. The tewta ahail be made at the works of the 
manufacturer when the conductor is covered with vulcaujjied rubber, and 
before the application of other coverings than tape or braid- 
Teats shall be made after at least 12 hours' submersion in water and 
while still immersed. The voltage specified shall be applied for 5 minutes. 
The insulation teat shall follow the voltage t*st, shall be made with a 
battery of not less than 100 nor more than 5O0 volts, and the reading uhall 
be taken after 1 minute's electrification. ttTiere lests for acceptance are 
made by the purchaser on his own premises, such testa shall be made within 
10 days of receipt of wire or cable by purchaser. 
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Table XL — Inaulstion Resistance. 
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Inspection. 
The purchaser may send to the works of the manufacturer 
a representative who shall be afforded all necessary facilities to 
make the above specified electrical and mechanical teiits, and 
also to assure himself that the 30 per cent, of rubber above spec- 
ifiod is actually put into the compound; but he shall not be 
privileged to inquire what ingredients are used to make up the 
remaining 70 per cent, of the compound. 

The best rubber compounds are expensive and wherever it is 
possible they are often replaced by cheaper materials. Due to 
reduced intrinsic value it is possible in many cases to equal its 
insulating value by use of a greater amount of material, thus 
making a cheaper cable and one just us satisfactory and durable. 
In fact, the life of rubber compounds may be exceeded by that 
of paper or varnished cambric. 

With varnished cambric the copper ia first given a layer of 
paper, cloth, or rubber to avoid chemical action. The varnished 
cambric is then applied in tapings between which are placed thin 
coatings of plastic material which will permit adjacent layers of 
the cambric to slide upon each other and return to place again 
a.s the cable is bent and straightened. This excludes air and 
moisture as well. The core is then given cotton braiding and 
weather proofing for outside work or asbestos braiding and fire 
proofing for station wiring, or taping and lead sheath for such 
installations as may demand it. These cables may be bent to 
a radius equal to six times their own diameter. Transformer 
cooling oil or that used in oil switches does not injure the 
insulation. 

One of the strong points of this insulation is that it will not 
{lotcriorate so rapidly as either paper or rul>l>er if the protecting 
coat of lead, asbestos, etc., is injured by electrolysis, abrasion, or 
otherwise. In handling and installing paper protected cables 
great care must be taken to keep all cable ends sealed against 
absorption of moisture. 

The general make-up of cables is shown in Figs, 7 to 10. 
Tables XII, XIII, and XIV, respectively, give data upon the 
constants per mile of cable, the current capacity and the testing 
voltages to be used for varnished cambric cables. 
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Tftble Xn. — Approzim«te Olunic RAsUtance and Impedani 
ductor Cables. 
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Baited on pure copper at 75° F. with an allowanco of 3 per cent, for spiral 
path of conductont. 60 cycles jwr sccon<l. and standard thickncH,s of var- 
nished cambric ioMulation. 

Values are practically the same for other types of insulation. 

N'oTK. — These figures are approximaUly cojTccI /or 9S pfrcfiil, conditctixnty 
topper at 65° F. 
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Table XnL — Current CarrTing Capacit]' of Insulated Cables. 
Initial Temperature, 20= C. 



Low tenHJon cable 
single conductor. 



Size of caltle 
circular mils. 



National , i 

I Electric ' Rubber , Var. cam. i 

CodeI907.| W^C.tifc. ^papereO^C.r 
Rul>1>er. 



500,000 
400,000 




Rubber 4 var. 
cam. 30° C. rise. 
Paper 35° C. rise. 



1 and biRh tension is taken a 
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CONDUCTOUS AND INSULATION'. 
Ttble XIV.— Woridng and T<wt Voltages. 
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" Above working voltages are l>aNed on all conductors of the circuit beinK 
itiHulated. For d.c. 600-volt railway Minute-con due tor. leaded cabl<w. uto 
2000 volt class. For 3-|>ha^ "y" connected circtiits with grounded 



..yLlOO^IC 



30 ELEMENTS OF ELECTRICAL TRANSMISSION. 

neutral with thre© conductor c&bles, thickness of inBuIation between con- 
ductors and ground need be only 7/10 of that between conductorH. Tests 
on such cable in proportion to thickness of insulation: Example, 3-phase, 
12000-VDlt circuit "Y", neutral grounded, iosulation on each conductor 
. 6/32 in. (total between conductors 12/32 in.), outer belt 3/32 in. (total 
9/32 in.) ; test pressure at factory for 5 minutes l>etween conductors 30,000 
volts, each conductor to earth 22,500 volts. For mechanical reasons, 
thickness of insulation on individual conductors of 3-conductor cables 3.000 
volts and less is made somewhat greater than re'|uired by working pre.<sure 
on some sizes." 

Paper is an excellent insulator and gives good satisfaction 
when used in cable protection. Its use is becoming more preva- 
lent owing to its desirable properties. It has durability, high 
dielectric strength, some flexibility and low specific inductive 
capacity. It must be carefully guarded from moJHturo by 
impregnating it with paraffin, resin, oil or other compound and 



Fio. 7.— Two-fon- 
iaetor I OOO.OOU- 



sheathing it preferably in lead. This lead covering is one con- 
tinuous body and is formed directly upon the cable by passing 
the cable through a vessel containing molten lead. As the cable 
is withdrawn through an opening, the lend is forced out with it 
by hydraulic pressure an<l forms a seamless and continuous 
coating. 

(Intta-percha is a natural gum which is largely used in iusu- 
lalion also. lis dielectric strength is abi>ut cental to that of 
rubber. It is necessary, however, to protect it from the air or 
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it will quickly oxidize and lose its insulating qualities as well as 
its elasticity. Consequently, its most common use ia in sub- 
marine cablus where it ia well covered by wire or steel ribbon over 
jute, in turn being covered by a jute-asphalt coating to protect 
the iron from corrosion. Again, it softens with small tempera- 
ture rises and must be kept cool. Such a cable, if broken under 
water, will not absorb water as every attempt is made to form 
the insulation and conductor into a solid mass. Oils are, how- 
ever, injurious, and such cables must not be used in connection 
with oil-cooled machines. 

As noted in previous paragraphs, asbestos is used for various 
qualities, including stability, heat-rcsi stance, etc. 

Paraffin is used as a filler for paper, cloth, etc. 

While these and many other materials arc used in the insulation 
of conductors, the most economical usage is to grade the mate- 
rials by their specific inductive capacity and use them from the 
conductor outward, arranged in such an oider that their specific 
inductive capacities vary inversely as the distances from the 
center. The result of this grading is to establish a more uniform 
potential gradient throughout the covering with no greater 
tendency to puncture at the surface of the conductor than at 
the outer coating. This may be made clearer by likening the 
layers of insulation to successive capacities in series with each 
other. The greatest potential strain will occur across the 
smallest capacity. In a uniform covering the potential gradient 
will be represented by the expression 

de 0.434 E ^ ,. , ,. , 

= — = potential gradient, 

dp fi log Rjr 

where B equals the total potential strain; r is the radius of the 
conductor; R is the outer radius of the insulation and p is the 
radius to the point whose potential gradient is desired. This 
means that the potential gradient is inversely proportional to 
the radial distance /■'. If, then, we place in contact with the con- 
ductor the insulation having the greater specific inductive 
capacity, the strain across it will be les.s than it would for low 
spocific inductive capacity, as it correspontls to the greater capac- 
ity in the comparison above made. 
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It has been proposed to use for these successive layers paper 
impregnated with different substances, as oil, resin, ozokerite, 
paraffin, pitch, etc., thereby securing specific inductive capacities 
of 3 . 3 to 4 . 8. It would seem possible to secure greater variation 
by combinations of paper insulation and rubber insulation as 
the latter, mixed with different quantities of sulphur, talc, 
minium, zinc oxid, carbonate of lime, etc., will give specific 
inductive capacities of 4 to 6.10, and still have good dielectric 
strength. In fact, by letting the dielectric properties suffer 
rather seriously, the use of gypsum, lime, and baryta with nibljer 
substitutes will give specific inductive capacities of 10 to 12. 
Ho great is the drop in dielectric strength and the length of 
life, however, that the use of such low-grade insulation is not 
permissible. 

The variation of specific inductive capacity of numerous 
insulating materials is given in Table XV as suggestive of the 
ordinary limits encountered. They are wide enough, however, 
to allow considerable latitude, if suitable means arc developed 
for the combining of some of these substances in one cable 
covering. 

Table XV.— Specific InductiTe Capacity. 

Paper 2.00 

Rubbei^pure 2.12 

Rubber — vulcanized 3 . 00 

Uiokerite , 2.13 

Paraffin 2.00- 2.32 

Resin 2.00- 3.00 

SheUac 2.74- 3.67 

Sulphur 2,88- 3.21 

Paper cables 3.30- 4.80 

Guttapercha... 3.30- 4.90 

Rubber cables (Sulphur, talc, minium, sine oxid, carbonate of 

lime) 4.00- 6.10 

Porcelain 4,40 

Castor oil 4.60- 4.80 

Mica 5,00-7.00 

Rubber cables (gypsum, lime, baryta, rubber substitutes) . , . .10.00-12.00 
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CHAPTER II. 

LINE INSULATORS. 

Types of Insulators. — The first transnussion lines requiring 
ioHulation from the return conductors were telegraph lines. 
The separation was accomplished by wooden supports. 1^'et 
weather introduced the now well-known difhculties attendant 
upon failure of insulation and it became necessary to use porce- 
lain, pottery and glass insulators. The result has been the 
gradual development of the ordinary glass telegraph insulator. 
When the transmission of power became a feature of electrical 
engineering practice, the natural step was to use the same 
insulators as were then manufactured for telegraph and telephone 



The growth of the art has been rapid and year by year, during 
the last two decades, enormous strides have been made in the 
voltages used, the amount of power transmitted, the distances 
covered, etc. This has, likewise, required an accompanying 
advance in every detail pertaining thereto. 

During this time, it has become recognized that there are 
numerous things to be accomplished by the insulator beside that 
important feature of isolation of the conducting strand. The 
materials used must be strong mechanically, of minimum per- 
missible weight, etc. Glass had the dielectric strength required 
when it was in its solid form, but it needed to be toughened to 
meet other requirements. Porcelain has also been improved in 
quality and grade. Papers before the International Electrical 
Congress at St. Louis have shown the development to that time 
by a series of illustrations here reproduced. 

The telegraph line insulator appropriated by pioneers in power 
work is shown in Fig. 11. It was used in 1890 for a 3,(KK>-volt 
line in a Colorado mining locality at an elevation of 12,0<H) feet 
above sea level. Its success was marked. 

In 1891, the Frankfort-Lauffen experiments were made in 
Germany using a porcelain insulator with an inwardly upturned 
3 33 
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Tig. II Fiq. 12 Fiq 13 Flq. 14 




Fiq. 15 



Fi(). 16 Fiq. 17 



Fiq. 19 



Fici. II.— Tdceraph insulator. Fif.. IL'. -Triple petl in 
fillc^iui.-.iili.t<ir. Fi.i. [4.- Pmvoiiwulator, Kig. [fl.— Jlushr 
Niwam t.vpc- iriBulotor. Km. 17.— Miwouri Bivcr PowcrCo. 
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petticoat which foitncd a cup for oil. This was designeil to 
lessen the liability to diaruption over the surface of the insulator 
due to leakage. This suggestion was taken up in this countiy 
and elsewhere and further types tried. It has been found, 
however, that their use is not warranted and no dependence is 
now placed upon this type. Its failure is due, not to any fault 
in principle, but to a gradual accumulation of insects in the oil. 

Figure 12 illustrates a type of insulator used on pressures up to 
10,000 volts in 1897. 

Due to failure of porcelain in.iulators it was determined to 
obviate the difficulty of porosity of the insulator body by making 
it in several pieces and glazing them together (Fig. 13). More- 
over, the pieces were built upon the potter's wheel instead of 
lieiiig pressed or molded. In this form the inner peticoat is 
long, as a protection to the pin. 

1898 saw the beginning of 40,000-volt transmission at I'rovo, 
Utah, with glass insulators shown in Fig. 14. 

In 1900, practice had reached GO ,000 volts and the insulator 
used had become the mushroom type (Fig. 15). It consists of 
two pieces, a long petticoat covering the pin and a large flat top 
with guttered edge. The petticoat was made of gla.-is and the 
head was of porcelain. They were fastened together by sulphur. 

The Niagara type (Fig. 10) is a compromise between the hori- 
zontal petticoat and the vertical petticoat. 

The Missouri River Power Company in 1901 instaUe<l a two- 
part insulator, shown in Fig. 17, consisting of an insulator proper 
with petticoats and a sleeve for pin protection, 

A three-piece porcelain insulator shown in Fig. 18 was useil at 
50,000 volts in the Shawinigan Falls installation. It will be 
noted that the head of each piece is closed, thus adding to the 
dielectric strength in contra-distinction to Fig. 17. Here the 
parts are cemented together by Portland cement. 

A further growth of insulator is indicated in Fig. 19, a type 
used in Guanajuato, Mexico. The cut shows that a metal pin 
is used, being cemented in place. This type, as well as that 
shown in Fig. 20, is used at 00,000 volts. 

Beyond these sizes, pin-snpported insulators become bulky and 
heavy. They are built, now-a-days, for use up to voltages as 
high as about 70,000. 
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Figure 21 shows one type rated at 70,000 volts. The diameter 
is 18 inches; the height is 14 inches. It weighs about 45 pounds. 

There are, besides these general types, many more or less 
Bpecial types designed to meet every requirement. 



Flo. 31.— 70,(KI0-volt inaulBtor. 



Fio. 32.— Feeder iniulator. 



When low-voltage feeders are to be supported, a large top 
groove is needed as is shown in Fig, 22. The material of this 
particular insulator is glass, which, in fact, is generally used for 
such work. 




While heavy work requires that the conductor shall lie in a 
top groove central to the insulator body, lighter or special work 
frc(iuently is bcMt handled by side grooves. This is necessary, 
for example, in telephone transposition, llithcr glass or porce- 
lain may be used and Fig. 23 is typical of the forms employed. 
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Dea<l-en<ling llic lino is arcomplislicd by strain insulators 
which are supported above and below by crosa as-ms. Here it 
is necessary that the pin shall pass upward through the top of 
the insulator, which may be of one piece or two pieces as is re- 
quired by its size. Figure 24 gives dimensions of a two-piece por- 
celain strain pin insulator intended for use an 35,000-volt circuits, 
hence it will accomodate only a comparatively small conductor. 
It weighs about 16 pounds. This type is used also for dead- 
ending heavy conductor cables either directly or by the inter- 
position of stranded steel wire cables or metal straps, in which 
ease larger grooves are needed. 



Fio. SG. — Link type stnun insulator. 

More recently, there have l>een installed several variations of 
the type known as the Link insuialor. It is a form in which 
several units may be used, being held together by cast links or 
flexible material, as cable, etc. Each unit has two openings for 
these successive links to enter, so formed that the ends of the 
cable thread through each other but are separated by solid 
material. Figures 25 and 26 will show their construction quite 
fully. They are 7.25 inches to 10 inches in diameter and are 
rated at from 1 1 ,000 volts to 25,000 volts per unit. They are 
made in both the strain type and the suspension type. Figures 
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Flo. 20.— Link Lyjw olniin insulator. 




Kio. ST. — Gdnerel Electric, 'fhomaa. Locke, and Limn >u9p«naiaa inaulatom. 
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2') and 26 show the strain type for use in Iiorizontiil position :ih 
inilicuteti in the illustration, and Fig. 27 illustralcH, in sucr<'ssiiin, 
the General Electrif, Thomaa, Lofke, and Lima sUMpeasion insu- 



la. 28. — Link type guspcnsion insulator. 



.k type Simla iniuLLlor in position. 



lators. Figure 28 shows a lower voltafj'^ suspension type, 
weighing 4.25 pounds, made by the Ohio Brass Vii. It will be 
noted that they are all so flanged that there are no eups for 
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retaining moisture, rigurc 29 ijhows the strain typr in position. 
So sueceasful is this type that it is taking the place of the 
old pin type in all high-voltage work now being installed. It 
has been installed and is in successful operation upon a 1 10,000- 
volt transmission line of the Grand Rapitis and Muskegon Power 
Company, and other lines. 

Mr. H. W. Buck states that the advantages of this link type 
of insulator are: 

1. It is cheap and easy to manufacture and will replace large, 
heavy, expensive insulators. 

2. The pin is eliminated on a cross arm, doing away with the 
consequent severe torsional strains. 

3. The insulation may be increased very easily. 

4. The strain type allows no aceumulation of dirt. 

5. A standard type may be adopted, varying the number of 
units for different voltages. 

6. Destruction of one unit does not destroy the insidator and 
the unit is easily replaced. 

7. A lightning discharge is more likely to strike the tower than 
the line, the former being the higher. 

8. The flexibility at the point of support lessens the danger of 
breaking at the tower. 

The enumeration of the preceding features of common practice 
indicate that there are many things demanded of the insulator, 

1. High dielectric strength requires that material selected 
shall be homogeneous. 

2. Mechanical strength is attained by toughness of material 
as well as quantity used and proportion of parts. 

3. The shortest path from tie wire to pin or cross arm must 
give sufficient length to prevent a'Ting. 

4. The surface path from tie wire to pin must be long enough 
to prevent surface leakage. 

5. The material must be non-hygroscopic, non-absorbent, and 
durable. 

0. As far as possible the surfat^e should be protected from 
rainfall, fog, dust, salt, etc. 

7. The charging current must l)c small. 

8. The heating due to charging and leakage currents must be 
small. 
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9. Strains must be carried centrally, witlioiit Khearing stresses. 
Materials Used. — In order to accolnpiish these results the ^ 
material -must be of high-grade glass or porcelain. Glass ia 
hardlyever used for work above 25,000 volts. It hasaveryhigh 
dielectric strength, the potash glasses being better in this respect 
than the soda glasses. It is more hygroscopic than porcelain, 
however. The specific inductive capacity varies from 2.8 to 
9.9. When once softened by heat of an arcing discharge the 
dielectric strength falls off remarkably and at high temperatures 
it may be considered as a conductor. Nevertheless, such an 
accidental occurrence is highly improbable except under 
moat extraordinary circumstances, including both large current 
and high voltage, a condition where other considerations would 
probably have already restricted the choice of insulators to 
porcelain. 

Pieces made of glass are easily inspected for cracks, bubbles 
or other imperfections, as they are always made transparent. 
This also makes all recesses light and insects are not harbored. 
This is especially commendable for use in small insulators where 
porcelain would give dark corners. It may be toughened by 
annealing. One very serious fault of glass is its brittleness. 
This has not been overcome and any slight blow or sudden strain 
ia liable to abruptly terminate its usefulness. The surface is 
also roughened by exposure, thus aiding in the collection of dirt. 
Porcelain b probably the only practical material for line 
insulators, which in some form or other can be relied upon for all 
voltages and currents now used or contemplated. There are 
several kinds of porcelain manufactured, not all of them being 
Useful to the engineer. 

The China porcelain is a mixture of kaolin with a natural 
glass. French porcelain contains an artificial glass. There is 
more of the glass present in the French mixture. This glass 
serves the purpose of fusing and filling all the openings that 
would otherwise exist between the fine particles of the clay. 
The porcelain becomes, then, non-porous. 

It will readily be understood that the more glass there is in 
the mixture, the more fragile is the product. When, however, 
the proportion of glass has become great enough to fill all the 
interstices, its purpose is accomplished, so far as insulators are 
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coiicerned. Gre.itcr i)ertent hkch of sla-ss ivill add to the frailty 
of the fini:iheil piece ami hImo niiike the insulator more fuaihle. 

The successful manufacture of the porcelain which -has just 
enough glass (called "hard paste" in contradistinction to the 
"soft paste" or French product) is a rather delicate matter. 
It means that the molded piece before being heated to the fusing 
point of the glass must have no cracks or cavities, for they cannot 
fuse shut, as is posHible in the soft paste mixture. The fusing 
point is higher than it is for soft paste. So that, all told, the 
materials used are more expensive and the whole process is 
more difficult and more refined. Unfortunately, as it U a hard 
matter to flistinguiah lietween the different grades of the finished 
product, the natural tendency is to lessen the cost by intro<iucing 
a little more of the glass than is actually required. 

In fusing, the body of the piece shrinks about 15 per cent, due 
to the driving out of the moisture. This shrinkage may cause 
Btresscs in portions of different thicknesses as it does in glass. 
Faults of this kind may appear during the firing or even during 
the molding, especially if the latter is done by compression. 
Large pieces are generally formed by hand in a mold upon a 
potter's wheel. This is easily accomplished, as the inner cavities 
are generally large enough for easy manipulation. Of course, 
this adds very materially to the expense. 

Beside the fusing of the mass into a solid homogeneous Iwdy, 
differentiating the product from porous pottery, the surface 
of the insulator must be glazed to make it smooth and non- 
hygroscopic. This glaze must not crack w ith changes of temper- 
ature or roughen upon exposure to weather. The glazing 
permits addition of coloring matter to render the insulator less 
conspicuous, an object well worth attention, as a large white 
insulator is a very attractive mark for the rifles of reckless or 
thoughtless hunters. Brown is a popular choice, though gray, 
slate, green-slate, or yellow are perhaps less prominent, but lack 
uniformity of coloring. 

Colored glazes arc more easily regidatcd if the "soft fire" 
glazes are permitted. They are not satisfactory from the 
engineer's standpoint as, being a lead glass, they are more fu,sible 
and less durable than the "hard fire" glazes. 

The lines shown in Fig. 30 indicate what is meant by the 
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"striking distamr," or "nipture (lij^tancc," ami the "lofikaKe 
distanic." The sum of tlic linos .1, Ji, V, will be the Hlrikiiig 
distance in wot weather, but in dry weather with a clean insulator 
top, this distance will be increaned by the length of the path from 
the tie wire to the edge of the upper umbrella shell. If the 
vertical distance between the conductor and the edge of the 
umbrrlln is less than the distance from tie wire to umbrella edge, 
the former should be used insti-ad of the latter. 




The proper design of the insulator takes cognizance of the 
spacing of the petticoats for small capacity effects as well as the 
proper angles for their projection in order to protect the lower 
ones from rainfall, etc. 

Due to shearing stress upon the insulator itself and also the 
increased torsional strain upon the pin and cross arm resulting 
therefrom, no large insulator should have a top groove located 
other than centrally. The use of side grooves or displaced top 
grooves is not customary for such service (except,of cour.se, upon 
curves) . 

The usual practice in insulating conductors where they enter 
buildings will be discusse<l at a later point. The insulators used 
for this purpose, however, vary widely. They are tubular, of 
diameters varying from loosely fitting coverings to 20 inches or 
more. They are used singly or cementc<l together in " ne-sts " in 
order to increase the leakage path. Corrugated surfaces furnish 
the same feature. They are never designed to take the strain or 
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pull uf the conductor, but are looked upon merely as a sheath 

or sleeve for insulating purposes. 

In a way, the passing of a cable through an inner wall or a 

floor may be treated about the same as through an outer wall, 
except that weather conditions do not limit 
the size of. the opening permitted. For low 
voltages, tubes may be had specially de- 
signed for floor use. 

Insulating bushings used in entering 
transformer tanks, etc., are especially in 
the care of the manufacturer of such ap- 
paratus. However, it is sometimes neces- 
sary for the transmission or construction 
engineer to utilize similar products. Late 
forms proposed include the use of the so- 
called condenser type of bushing. It is 
built up of successive layers of insulating 
material, as varnished cambric, etc., at . 
intervals in its construction single thin 
layers of conducting material being in- 
serted, as tin foil. The attempt is made 
thus to change the potential gradient 
through the bushing as has been already 
discussed in connection with the insulation 
of cables. 

Another form is a built-up hollow com- 
position cylinder with caps at each end. 
The barrel surface of the cylinder is flanged 
with varnished annular rings of sufficient 
depth to give long leakage path from the 
central point of support to the end cap. 
The conductor is a heavy rod tying the 

Pia.31.— HightenJiionoil , , , ■ , . 

filled bushing. two caps together uniler tension and the 

cylinder is filled with insulating oil, circu- 
lating through concentric cylinders of pressboard (I'ig. 31). 
These bushings have been built to stand test voltages of over 
300,000 volts. This type is also propo.sod for wall oXitlets. 

Testing of Insulators. — In order to test the dielectric strength 
of an insulator it should be inverted and sot deep enough into 
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salt water to cover well the head to the point occupied by the 
tie wire. Salt water is then to be poured into the pin hole. 
Terminals of s, high potential circuit should constitute the 
grounded metal containing dish of the water into which the head 
is plunged and a metal rod inserted in the water in the pin hole. 
The testing voltage should be maintained from 1 minute to 
several minutes depending upon its relation to working voltage. 
The ratio between testing potential and normal potential varies 
from about 5 for low voltages down to 2 for very high voltages. 
This latter ia a low factor of safety, but probably the insulator 
is required to run at a condition nearer its test value than any 
other part of the system. This is to !« deplored, but probably 
with the pin type of insulator it is unavoidable. 

If the insulator is of more than one piece it is advisable to 
similarly test each portion separately at a voltage proportional 
to the estimated line voltage for that part. Then the insulator 
should be assembled and the whole tested as above. This assures 
good reliable parts as well as a satisfactory unit. Every porce- 
lain insulator should be given complete tests. Glass can receive 
a fairly close inspection for flaws and dimensions (thickness 
especially to be noted), and hence it is permissible to test a 
representative lot from a shipment and depend upon inspection 
of the remainder. 

Strain insulators used for dead-ending are preferably tested by 
inserting a metal rod or tube in the assembled unit and resting the 
whole upon a metal plate to represent the wet cross arm. Then 
the testing voltage is applied to the rod and to the cable groove. 

Wall insulators, bushings, etc., are similarly treated by putting 
a metal band around the outer periphery but omitting the metal 
plate. 

These testa will probably also indicate whether or not there is 
much surface leakage, by visible discharge or by heating. 

For testing rupture voltage, the in.sulator should l>c mounted 
upon a pin and support a conductor. Then voltage will be 
applied between these two in proportion to line-to-ncutral voltage. 
It is also advisable to try two such upon one arm and put a 
corrert)K(ndingly larger voltage acro.is tlioiii. This will approxi- 
mate the conditions met with in practice. Such tests need lie 
made only upon a portion of those purchased. 
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Weather testa are indefinite in results. Certain things can be 
accomplished quite satisfactorily, but other requirements are in 
no wise met by laboratory tests. The precipitation test is 
recommended. The Locke Insulator Co. performs this test in a 
darkened room where discharge is more quickly discernible. 
Nozzles throwing a fine spray are allowed to play upon the 
insulator which is mounted by a metal pin upon a regular cross 
arm. About a 45-degree angle is maintained. High voltage is 
. applied between the grounded cross arm and a conductor carried 
in the top groove. The voltage is raised slowly till arcing 
occurs. This is considered as a rough determination of the 
integrity of the insulator under any condition of precipitation. 
The conditions used are: 

Precipitation 1 inch in 5 minutes. 

Angle of precipitation. . 45 degrees. 

Water pressure 40 pounds per square inch. 

Distance of nozzle from 

insulator 30 inches. 

Pin long enough to give rise to diachargt; to pin rather 

than arm. 
Insulators should not be cold enough to condt'iise 

moisture. 

\\licn the spray is allowed to strike up under the petticoats, 
results obtainotl are much lower. Thus far, stoi'm tests are very 
satisfactory, but there are other conditions nut attainable. Kuch 
influences as dust storms, fogs, salt storms of the coasts, etc., are 
wholly problematical except that they are well recognized 
sources of trouble. It is necessary, therefore, in selecting insula- 
tors for a certain line, to know the locality and its climatic 
features as well as the voltage to be used. 

There is no satisfactory method of testing an insulator for its 
mechanical or crushing strength. The irregularity of its outline 
is such that strains arc not uniform and results obtained by 
attemptedly similar loadings would vary widely. Comparative 
dimensions are noted and this is allowed to take the place of 
strength tests. 
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CHAPTER III. 
POLES AND TOWERS. 

The supporting of the conductors of a transmission line is a 
mechanical proposition of prime importance as well as being of 
no mean proportions. It demands close attention to every detail 
of construction, etc., in order that it may be successfully accom- 
plished at an economical figure. 

As regards the poles to be used, by far the greatest part of all 
transmission lines are supported upon wooden poles. Telephone 
and telegraph poles are invariably wooden and they constitute 
a total scores of times the numl>er used in power transmission. 
Iron ia a standard material for poles, also, being used in various 
forms. Concrete poles are not uncommon and have certain 
commendable features. When the construction becomes very 
heavy the wooden poles may be grouped or they may give place 
to the steel tower, patterned after a windmill tower in many 
respects. There are no other suitable materials for this work. 

The wood used for poles depends upon the locality, which 
greatly influences relative costs. There are serious differences 
in their characteristics, however, and the use of a pine pole in 
a certain locality does not indicate that it is the most satisfactory 
material to be had from the standpoint of durability and strength. 
It does mean that it is enough cheaper than the best woods so 
that its use is warranted. Probably the greatest use is made of 
cedar and chestnut. In fact, of the 3,750,000 poles purchased 
in 1909 for telegraph, telephone, and power service, G5 per cent, 
were cedar, 16 per cent, were chestnut and C.3 per cent, were 
oak. The percentage of chestnut decreased from 28 per cent, 
of the total number useil in 1906. Pines, long leaf, short leaf and 
loblolly, cypress, catalpa, juniper, tamarack, spruce, etc., are 
common. Some redwood is used upon the Pacific coast. 

Durability, or life of a pole, depends upon various things 
beside the tree species used. A sawed pole is shorter of life than 
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is a pole in its natural state stripped of bark. The capillary 
cavities are not opened to absorption of moisture in the latter 
case to the extent that they are in the former. Old timber is 
more generally apt to decay than is young timber which contains 
more sap wood. In the pines, the slow-growing trees are gener- 
ally more durable than the rapidly growing individuals. In fact, 
those grown in forests inpoor soil at high altitude or upon hill 
tops are generally more dense in wood, arc straighter of body, and 
have a greater taper. 

The summer wood (that which grows in summer) is that 
strong and lasting part of a tree trunk indicated by the dark 
rings. The more of this a hard wood contains, the better it is. 
Hence it should be of rapid summer growth. 

Cedar and chestnut and the pines are apt to give good looking 
poles. Some others (as catalpa) naturally branch to such an 
extent that they give crooked and knotty poles. 

The cost of poles, their maintenance in proper condition, etc., 
is a large item of expense. It is constantly becoming greater 
as the timber supply decreases. It is, therefore, more and more 
important every day to lessen the rapidity of deterioration of 
this element of the transmission line. 

The life of a pole is determined by the rapidity with which 
"rot" attacks it and the weakest point in warding off this 
destroyer is at the ground line. The effect is well indicated by 
Fig. 32. The development of bacteria and fungi from their 
spores is the cause of the destruction of the wood. These spores 
are not always deposited in the tree after its felling, but are 
frequently already at work in the heartwood of the growing tree. 
For the growth of these destroyers there are required heat, air, 
and moisture. This shows why the pole Ls most easily attacked 
as shown in the figure. It also indicates the method to be used 
in avoiding the attack, for if any one of these requirements is 
absent, the mere presence of the woody food is no inducement. 

The simplest method of preventing decay and one always 
practised is the seiisoning of the wood. This is done by .stripping 
it of its bark and allowing it to dry in a protected place. The 
sapwood contains more moisture than the heartwood and also 
dries faster, due partly to the presence of gimis in the latter. 
Thorough seasoning i-e»iuircs from three to twelve months or 

l,j,u._.u.>LtOO^Ic 



POLES AND TOWERS. 49 

more depending upon the size of the timber, the season of its 
cutting, the climate, etc. It must be piled so as to admit of free 
circulation of air between logs. 

Winter cutting of poles has been the established custom 
because of the fact that logs may be handled more cheaply in 
that season. From the standpoint of seasoning, winter is a 
little better season than spring for felling. The wood seasons 
more regularly and more slowly, hence with less checking. 



Spring-felled timber is lighter than winter-felled, but the latter 
by longer seasoning will be reduced to practically the same 
weight as the former. In handling these poles, they may be 
seriously injured by dragging for long distances. The attendant 
abrasion of the pole surface opens the wood for later absorption 
of moisture and destroying agencies. 

Seasoning under running water seemingly does not partake of 
the nature of air seasoning. The action is that of solution ami 
washing away of the organic substances supplying food to the 
fungi. A subsequent air drying will finish this process, which 
is much shorter than the ordinary one and very effective. 

Dry, well -seasoned wood has about twice the strength of 
green, wet timlxr. 
4 
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Preservatives. — The presence of a fungicide in the wood will 
efTectively increase the life of the timber. The spores must 
enter the wood. They are not inherently found there. Conae- 
quently if the entire surface is protected the pole is immune from 
outside attacks. The weaknoDses of this superficial method are 
several. The spores may have entered the growing tree and 
begun to develop in the heartwood before it was cut. The 
surface of the pole may be injured by pole climbers, etc. and 
then the protecting shell is opened. The result is that this 
method is generally without much effect. 

The deeper the preservative enters the more good it will do. 
The methods employed for impregnating the poles depend upon 
the chemical used. Creosote, zinc chlorid, bichlorid of mercury, 
and copper sulphate are used in the United States. The first 
two of these are the most common. Creosote is a distillate from 
the tarry by-product of gas plants and coke ovens. It is very 
complex, chemically. It is often referred to as the dead oil of 
coal tar. Poles treated with it are hard to handle and repulsive 
and must be protected when used in streets or other public places. 
Zinc chlorid is, of course, a simple compound. It is used in a 
dilute form. • 

The Bethell process with creosote and the Burnettizing proc- 
ess with zinc chlorid are one and the same in principle. It is 
a pressure process. The timber is drawn from trucks into large 
cylinders. These are sealed and live steam is admitted until a 
pressure of about 20 pounds is reached. This is maintained for 
several hours, i. e., until it has penetrated the wood to a proper 
depth. Pressure is then removed and vacuum pumps are used to 
e.xhaust the air frourthc wood. After several hours the creosote 
or zinc chlorid is pumped into the cylinders and pressure again 
applieil. If penetration is complete in a well-seasoned pole the 
amount of creosote used varies from 20 to 25 pounds per cubic 
foot of wood. Zinc chloritl requires 20 to 35 pounds. 

There is also the open tank method of treatment. This con- 
sists simply of immersing the seasoned poles in an open tank of 
hot preservative. Twenty-four hours in such a tank will give a 
penetration of 4 or 5 inches in .■reasoned loblolly pine. Heart- 
wood is less easy to penetrate. Seasoning makes a great deal of 
difference in this process as may be seen by referring to Fig, 33. 
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TIk- cost iif this method of treiitment is al)oTit 1 1 icnts per ciihiu 
fuiil. Chestnut poles absorb only from 18 to 27 pounds per pole 
with penetration of 1 inch or less at a cost of less than 70 cents per 
|)ole. 

The brush method is, as its name implies, simply the process 
of painting the pole thickly with hot preservative. This is not 



-ronetratiiHi uf preaervative 



1 Kusoiuid and muieasaaeil luUully pine. 



ciisily done in winter. From one to thi-cc coats are applied.' 
ypccial attention is usually paid to that portion of the pole which 
will be at the surface of the ground, namely, about 3 to 8 feet 
from the butt. A penetration of a quarter of an inch may be 
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reached in chestnut and cedar. This is accompU.shcd with 
creosote at an averafjc co.st of about 'SO cents per pole. 

Figure 34 shows the approximate increase in life necessary to 
pay for the treatment of poles by different methods as practised 
by the United States Department of Agriculture. In the case of 
prewsure treatment with creosote the estimate of increase of life 
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is 150 per cent, as compared with a necessary 55 per cent., all 
above which is pure gain. The open tank treatment will cer- 
tainly increase the life of the pole at least 100 per cent, as com- 
pared to the 41 per cent, needed. The brush process will give 
25 per cent, as against a C per cent, added expense. These 
estimates of increase in service life are, of course, not citations 
of actual cases because the matter has not been studied in this 
country for a sufficiently long time to give recorded results. 
Thwe are cases, however, of poles in service 20 to 30 years or 
more and still showing no indications of weakness. 

A still farther saving coukl be made by a process to thoroughly 
treat the butts only, as in many localities this is all that is needed. 

Probably one of the most important features of the growth of 
the custom of treatment is that it will allow the economical use 
of cheap but inferior woods, trees not now used because of their 
very quick decay. 

It has recently been found that a live tree may be made to fill 
its own body with certain preservatives. This process has not 
been studied sufficiently to become of commercial importance, 
although it may later affect the cost of the operation. . 

Of the other preservatives mentioned, HgCl, is used in the 
"kyanizing" process, steeping the pole in a weak solution. Its 
use is rather restricted. The CuSO, is hardly ever used any 



Sweep 




In none of the processes should very high temperatures be 
used as this will injure the timber. Charring the butts of 
untreated poles is effective to a fair degree. 

Specifications for poles should cover the sizes, lengths, top 
diameter, butt diameter, straightness, defects, etc. The Table 
XVI shows good values of dimensions from which approximate 
figures may be solecfrd. 

It is usually stated that all poles are to be cut from live timber, 
are to be peeled, trimmed, and squared at each end. A 1-inch 
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sweep per 5 feet is the maximum allowed. Sweep Is defined as 
the displacement of a pole surface from a straight cord stretched 
from the pole top to the pole base. In making this test that 
part of the pole to be set in earth is not considered. (Figure 35 
will illustrate this process.) This deflection is to be in one 
direction only, i. e., no double crooks are allowed. Butt rot 
exceeding 10 per cent, of butt area is a defect as it is assumed that 
this will extend into the body far enough to weaken it. Sound 
knots are not considered as defects. Wind twist is not neces- 
sarily a defect. These specifications apply to the poles aa 
purchased in large quantities, and do not indicate complete 
specifications for poles ready to set. The latter must be prepared 
for cross-arms, pointed at the top, or " roofed " as it is called, etc. 



. Table XVI. — Pole Dimensions. 
The followiog proportions are recommended for cedar, chcBtnut and jimlper 
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Cross-arms for wooden polos are also of wood. Yellow pine, 
Oregon fir, cypresH, cedar, etc., are u«'<l.- It ia necessary that 
they shall he absolutely sound, straight grained, free from knots, 
and llioioughly seasoned. Three and a quarter by four and a 
quarter inches is considered good practice for the sectional 
dimensions of arms for ordinary light work. Many lines for very 
light work, where few telephone or telegraph lines are strung, are 
fitted with lighter arms than the aI)ove. The lengths are always 
dependent upon the numl>er of pins to be borne or the voltage 
of power, linos. Necessarily, as lengths increase so also must 
cross-sect ion, partly duo to increased strains and partly due to 
increased size of holes for the pins. Standards have not been 
established but heavy lines use such sections as 4 x 5 inches, 
5x0 inches, 0x7 inches, and intervening values. For tal»les of 
sizes, etc., see Chapter IV. 

The upper edges of the arm should be beveled. This leaves 
less flat top for retention of moisture, still leaving a flat seat 
for the pin. The rounded top is not advised because the shoulder 
of the pin finds no even bearing surface. 

Cross-arms have a shorter life than do poles. They are always 
sawed and this leaves open grain for the absorption of moisture. 
The position and shape of the arm is not one conducive to 
rapid drainage of rain from the surface. It is small in section 
compared to the pole and hence presents a greater percentage 
of surface for deterioration. These reasons for decay necessitate 
especial care in selection of cross-arms as above noted. 

They should be at least painted, though it is preferable to 
have them treated with some preservative. This may be similar 
to that used with poles or it may be linseed oil in which the 
previously well-seasoned arm is boiled until thoroughly impreg- 
nated. Special attention should be paid to the preliminary 
seasoning whatever the subsequent treatment. It is well, if 
possible, to keep cross-arms upon hand for several months after 
delivery, stored in a dry, well -protected place. In case this can 
be done they may be ordered unpaintcd as follows: 

"Cross-arms shall be cut from sound, well-seasoned, straight 
an<l close-grained timber, planed upon all sides, beveled and bored 
as required. They shall be free from sap, knots, splits, and 
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other defects, and shall be delivered unpainted. (Dimensions 
and kind of wood also inserted.)" 

Hns. — ^\Tien the insulators are mounted upon pins, the latter 
may be of wood or metal. Wood is used for all telephone and 
telegraph lines and for low-voltage circuits. Medium anti high- 
voltage power lines are better suited by metal pins. 

Wooden pina are of locust, oak, eucalyptus, or hickory. The 
grain must be straight and fine and without knots. They are 
made with a shank which fits into a hole bored into the arm and a 
shoulder which rests upon the top of the arm. From the 
shoulder upward they may decrease in size until of sufficient 
height for the insulator to l>e used and then are straight topped 
with coarse threads. They may be secured plain, painted, or 
paraffined. 

While no standards are established, Mr. Ralph D. Mershon 
has propose*! that such steps may l>e taken and suggests the 
following specifications in a paper before A. I. E. K., Vol. XXI. 

" Threaded End. — It is proposed to make the diameter of the 
small end of the pin 1 inch; the length of the threaded portion 
2.5 inches; and the diameter at the lower end of the threaded 
portion 1 . 25 inches, so that the threaded portion will taper from 
1.25 inches to 1 inch in a length of 2.5 inches. The threaded 
portion of the insulator should have the same dimensions and 
taper as that of the pin. 

"Skovlder. — It is proposed to make the shoulder 3/IG inch on 
all pins. That is, the diameter of the pin just above the cross- 
arm will be 3/8 inch greater than the nominal diameter of that 
portion of the pin in the cross-arm; it is proposed to carry 
this diameter 1/4 inch above the cross-arm before tapering 
the pin. 

" Dimensionn in Cross-arm. — It is proposed to make the 
dimensions of that portion of the pin in the cross-arm just below 
the shoulder 1/32 inch less than the diameter of the hole in the 
cross-arm and at the lower end of the pin 1/IG inch less than the 
diameter of the hole in the cross-arm. It is proposed, also, to 
designate this portion of the pin as having a nominal diameter 
equal to that of the hole in the cross-arm into which the pin fits. 
Therefore, that portion of a pin which is to fit a 1 1 /2 inch hole 
in a cross-arm will have a nominal diameter of 1 1/2 inch, but 
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will have an actual diameter just below tlie shoulder of 1 15/32 
inches, and at the lower end of the pin of 1 7/l(i inches. 

" Thread. — It is proposed to use on nil pins a thread having a 
pitch of 1/4 inch or 4 threads to the inch. * * * The angle 
between the faces of the thread is 90 degrees and the top of the 
thread is flattened by cutting ofT, from the form the thread 
would have if not flattened, one-fourth its unflattened depth. 
The form of the thread in the insulator should be the same 
as that on the pin. If this is done it will insure the bearing 
surface's being always on the aides of the threads and never on 
the edges. 

" Desigjmtion. — It is proposed to designate that portion of the 
pin aboye the cross-arm as the " stem " of the pin; that portion 
in the cross-arm as the "shank" of the pin. It is proposed to 
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designate a pin by the length of its stem, i. e., a pin whose stem 
is 5 inches long will be designated aa a "5 "-inch pin, one 6 inches 
long as a "C'-imh pin, etc." 

Wooden pins with center bolts for fastening are of frequent 
use. They are better described as metal pins with wooden tops, 
as the steel bolt furnishes the strength of the pin, the wooden top 
serving in mounting the insulator. The metal parts are prefer- 
ably galvanized and the pin paraffined. These steel pins may 
be furnished with porcelain base instead of the wood. They are 
more durable when thus assembled and increase the insulating 
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value of the support by lengthening the rupture path to the wet 
wood. (See Figs. 36 and 37.) One advantage that these pins 
have over the plain wooden pins is that they do not need so 
lai^e a hole in the cross-arm and therefore do not weaken it so 
much. Metal pins are of various shapes. They may be of 
galvanized iron or steel, either one piece or a base separable from 
the shank bolt. 

Economy requires that when an insulator is broken the pin 
may be used again. This is accompli-shed by providing a separ- 
able top to the pin or by supplying the insulator with a thimble 

Ro. 38. Fia. 39. Fia. 40. Fia. 41. Pia. 42. 

OiM-i^e« metal Beinirsblo lop One-piece pipe Separable top Rides Iron 

pole lop pin. metal OKH-snu pin. pote top pin. pipe cms-nnn pin. and pin. 

fitting the metal pin. Frequently, however, the insulators are 
cemented directly in place upon solid pins. In the latter case, 
the fastening cannot be done at the factory but must be done out 
on the line. Various pins are illustrated in Figs. 38 to 41. 
Figure 42 shows a special pin mounted upon a ridge-iron. It may 
be used on a pole top. 

One further type of pin is required for regular work — that used 
with the strain insulator for dead-ending a line, etc. As this pin 
is supported at both ends (i. e., it goes through the insulator and 
extends into the cross-arm above and cross-arm below), it is 
made of split hickory, paraffined, wrought iron pipe, or cold 
rolled steel according to the demand made upon it. It varies in 
length from 15 to 25 inches and in diameter from 1 1/2 to 2 
inches. When metal is used a flexible fiber sleeve is placed 
between the metal and the porcelain. 
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Concrete Poles. — The faot that reinforced coimrete ia both 
strong and durable has led to its use in a rather limited way in 
the construction of poles. Of ita decided advantages we note 
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that it may be made directly upon the ground. It may be 
designed for its particular position in the line and may be long, 
short, or even approximate a pier, aa upon a river brink, etc. 
Instead of deteriorating with age, it will become stronger. It 
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is, however, an pspcn-sivc construct inn conipni-cd to wooden 
lM)lcs but i», pprhapK, less cxpoiiaive tliau Btcjcl ]>olcrt. 

Under a continued strain in one direction these poles are apt 
to take on a permanent set. 

The Lincoln Electric Light and Power Company on the \Vellan<l 
("aniil have used such construction for two poles reaching the 




Fio. 45.— Sln-1 tour 



height of 150 feet. They mea-sure 31x31 inches at the base and 
11 X 11 inches at the top. They are set 10 feet in special con- 
crete bases in earth. The reinforcement uned is a set of steel 
rods. The mixture used for their construction was 1:2:4 
(cement, sand, broken stone). 

The weights of such poles are excessive, being some 5 tons for a 
50-foot pole. Such weights can lie handled only by derricks. 

Iron poles. — When it is desired to use a more solid construction 
or a more ornamental one, the use of iron polos may be considered. 
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These are to be found in a great variety of forma. One consiats 
of a pole built up of successive lengths of iron pipe shrunk upon 
each other. This gives a round pole with diameters decreasing 
toward the top in steps of about 1 inch. There are generally 
three or four sizes of pipe used in one pole, with 6- to 10-inch 
base. The lowest section is the longest one, as some 5 or 6 feet 




Fio. 46.— Sl«ltow( 



of it will be set below ground. A special top is provided to 
complete the design from an ornamental standpoint and at the 
same time close the pole to avoid internal rusting. Special rings 
or collars at each joint also add to the decorative effects and 
serve to protect them. Inspectors should note before purchasing 
that joints are solid and present sufficient binding surface. 
These poles are generally used in shorter lengths only, such as 
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for railway work, etc. If croaa-amis are used, they are of the 
same material and are bracketed with ornamental acroUij. 

Another form of built-up pole is the tubular pole consisting of 
two sheet-steel hollow columns, each of semicircular cross-section 
placed face to face with an intervening web and riveted together. 
The flanges for riveting, etc., are shown in the sectional view of 
Fig, 43. Latticed poles make a good design, neat in appearance, 
and should be serviceable. They have been adopted by the New 



Fio. 47. — (jmnil Rspida and Uiukegon tlirce-leRHed tower. 

York Central and Hudson River Railroad in their electric zone 
in Xew York City. Such a pole is iilustiated in Fig. 44, tiiken 
from a paper in the Trana. A. I. E. E., 1907, by F. J. Sprague. 

Steel Towera. — Much of the heavy power transmission of to-day 
requires special and exceedingly sturdy construction. The poles 
heretofore discussed are not of sufficient rugge<lnoss to cope with 
the strains. Even when wooden poles are grouped, they fall 
short of the demands often made upon them. .\ conewponding 
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enlargement upon the idea of the steel poles leatla to the tower 
construction. This may be of any degree of iiiassiveness, from 
that which easily might be replaced by a wooden tower to those 
of extreme weight, height, and strength required for spans 12 
uiiic long. They may be designed for one circuit or for more. 



The simplest form is the natural outgrowth of the latticed 
pole, above referred to. It is the windmill tower type, is built of 
structural steel, and has four legs interbraced and fastened 
together at the top. The spread of the leps is approximately 
one quarter the height of the tower. Any horizontal section is 
a square. The pole is designed for one circuit, -V wmple 
(hvergence from this construction will permit the support of two 
circuits. It consi.sts in bringing the legs, not to a point but to a 
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Fro. 49. — Doubke cinuit. MiUiksn Tower Line, Ureat Wcitem Power Co. 
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ridge where the ridge pole is the cross-arm for the lower insulators 
and the posts are extended to two points for the upper insulators. 
These two types are shown in Figs. 45 and 46, respectively. 

The three-legged type of tower shown in Fig. 47 is built by the 
Aermotor Company, having originally been developed for wind- 
mill towers. This particular illustration is of the 110,000-volt 
line of the Grand Rapids and Muskegon Power Company in 
Michigan. Suspension insulators are uaed, although, as far as 



Flo. 50.— Hydro-electric Power Co., Onlario. 

the tower is concerned, the pin type of insulators is equally 
usable. Figure 48 shows the combination of two such aermotor 
towers for a two-circuit line. The union gives a four-footed 
tower. The pin insulator is used in this case, which shows the 
line of the Southern Power Company, transmitting at 60,000 
volts. 

The Milliken tower (Fig. 49) is one veiy frequently seen also. 
With it, the equilateral arrangement of conductors is abandoned 
and a vertical plane adopted in.stead. Two circuits are carried 
and the whole is cappeil by a ground wire at the peak of the 
tower. 
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One of the recent lines built to retain the equilateral spacing 
of wires is that of the Hydro-electric Power Commission of 
Ontario. A four-footed tower is used (Fig. 50) with two steel 
cross-arms. 



Flo. 51.— KocWter aad !iod\a Buy. A-type Hexibk tower. 

Among the most recent developments of steel towers are the 
flexible towers. These are built with two legs, set crosswise of 
the direction of the line, allowing some yielding along the line. 
It may be either the A-typc or the H-type (Figs. 51 and 52). 
When suspension insulators are used with this tower it becomes 
almost necessary to use a sliding sleeve clamp upon the conductor. 
6 
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This is to avoid the pull of the conductors upon the towers them- 
selves. With pin insulators this would also be preferable, espe- 
cially for spans of any considerable length. Without such pre- 
cautions, the breaking of the conductors at any point would 
cause an unbalancing of strain and might pull down tower 
after tower in each direction from the break. When the open 



Fia. SZ.— General Electric experimental circuit, H-typc fleiibie tower. 

sleeve support is used, the conductor merely slides through the 
clamp and spans sag more and moi-e till the pull is relieved. 

Figure 53 shows an extcptionally large and heavy tower con- 
structed at the bank of the San Joatiuin River upon the line of 
the Great Western Power Company. The river span is about 
3000 feet in length and demands very sturdy towers of consider- 
able altitude. Such towers as these are always special and 
should be built for the individual settings and loads they are to 
receive. 
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t'lu. W.— Tower of Cirent Western Power Co.. 3000-fDol oi.an at Ihe Sun Jonquin River. 
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CHAPTER IV, 
AERIAL LINE CONSTRUCTION. 

Right of Way. — It is neither necessary nor customary for a 
company to purchase a right of way except for special reasons. 
The transmission line will be constructed without actually 
occupying a great deal of room or greatly restricting the use 
of the land for some other purposes. Trees, shrubbery, etc. 
must be kept cleared away and at least a passable path proviilcd 
for the line inspector or patrolman. 

When the region is wooded, a definite width is thus cleared. 
This width depends upon two things, the height of the trees and 
the height of the pole line or lines. Storms will often throw 
down dead trees or uproot live ones which, in falling, may strike 
their tops into the live wires or even crush down a pole. Hence, 
the clearing should extend to each side of the line to a 
distance exceeding the average tree heights. Pine forests, etc., 
may cause trouble in time of forest fires, but this is so uncertain 
a factor that it is hard to guard against by widening the clearing. 
If two lines are to be run, they should be separated far enough so 
that one, if blown down, cannot strike the other. This necessi- 
tates the determination of the three ilistancea, two equal outside 
or marginal clearances and the inter-line distance. 

In open country the distance l>etween two parallel lines should 
be determined as above. The outside spaces need not be of any 
particular uniform width but will depend somewhat upon the 
voltage of the line. It is good practice to run telephone lines 
along public highways, which means with practically no reserva- 
tion of land. This gives an easily accessible route for construc- 
tion, inspection, and maintenance. It is not good practice to 
run power lines through the same kind of thoroughfares, espe- 
cially if voltages ai-e above 2300 volts. The reason is two-fold. 
The line is subject to the mischievous attacks of passersbyjfrom 
the boy who throws a wire over the lines to the sportsman who 
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takes a pot-shot at the insiilntorH. And a line once injurett in 
this way or by storms is in clangerouB proximity to a careless 
public, i^orant of the principles of self-protection when it comes 
to electric shocks. Wherever right of way is secured, it is 
necessary to reserve also the right to establish convenient 
entrances to enclosed areas across which the line passes and to 
permit perpetual attention by inspectors and repairmen. 

The line must be surveyed and staked. This is advisable 
even with the simplest lines as it assures alignment, uniformity 
of spacing, and hence of sag, strains, etc. Where the construc- 
tion is heavy, it b absolutely necessary to make this preliminary 
determination. In fact, the record should be made not only of 
the location of line, its angles and lengths, but also its profile, 
elevations, etc. Then, the design may be made to include the 
assignment of pole heights to definite localities. 

The route must be studied from the geological standpoint also. 
For this will determine depths of setting poles or towers, as well 
as other details of method. It will also fix the exact location 
of poles in many instances allowing for guying, for proper 
foundation, etc. A meteorological survey is always advisable, 
as will be shown in the discussion of Right of Way in Chapter X. 

The dedgn and construction of a transmission line are matters 
depending wholly upon the individual characteristics of the 
project considered. Each proposal has a mass of conditions 
attached to it unlike any other line in existence, and details 
must be planned to meet the particular requirements we may 
have before us. The failure of mere minutia is the failure of the 
whole. If one link breaks, the chain ceases to hold. Here it is 
especially of importance that no defection may occur, for when 
such an event does take place we cannot presage where it may 
stop. The loosing of electric power from the bounds set for it 
is oftentimes liable to the most sudden and destructive conse- 
quences. This may mean the endangering of human life, it 
may mean only the devastation of property; but even the lesser 
of these calamities is great enough to defeat the purpose of the 
enterprise. 

The fundamental principle may, then, be enunciated that it is 
never permissible to build in such a way that ordinary operation 
will be carried on with undue risk to human life. Nor is it to 
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be considered profitable to restrict safeguards to property to 
such an extent that troubles are frequent and serious. 

('ertain types of lines have these characteristics much more 
prominently than others. For example, the telegraph line and 
the telephone line arc not in the same class as the railway line, 
while the latter ia not comparable to the high-voltage power 
trans million line. Aerial linos and underground lines have 
quite different features. Moreover, the general features of con- 
struction of aerial lines and of underground lines are so dissimilar 
that they will be considered separately, the latter being reserved 
for the next chapter. 

When wooden poles are used there should be borne in mind 
the characteristics already discussed in reference to the kinds 
of wood, cutting, seasoning, defects, preservative treatment, 
etc. Specifications should be very carefully drawn to cover all 
the requirements. Ordinarily, the poles may come all ready 
prepared for assembling the eroas-arms by having the 1/2-inch 
gains cut in their tops as needed. 

In choosing dimensions for poles, the height and the weight 
of conductors or number of wires supported are the xletermining 
features. In no place should the center of the span of wire sag 
to less than a height of 20 feet above the ground. Sufficient 
clearance shoidd be provided for other cross lines, etc. 

In telephone practice, Kempster B. Miller tabulates for 
7-inch tops the heights and base diameters as in Table XVI, 
Chapter III. It is not universal practice to use poles of these 
diameters, but they indicate normal telephone practice. Where 
the number of wires carried is large, much sturdier construction 
is advised, as also in the ease of corner poles, those on curves, 
end poles of a line, etc. These general sizes correspond to 
ordinary city practici^ with about 20 to 30 wires. For heavy 
city work of more wires than this, poles of 8-inch tops or larger 
are preferred, while 5- or (5-inch tops may be u.sed upon light 
suburban lines or country roads. Before shipment is made, 
weights of poles of different lengths and diamet-ers should be 
obtained from the dealers in order that consignments may be 
adjusted for economical shipment by combining diflferent sizes 
in the same lot. For short and medium-length poles, single cars 
up to 40 feet in length may be used to carry about 30,000 pounds. 
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For long polos cioitblc cars tiro rcqiiiretl ami a corrospondiiiKlv 
large load may be ordprcd to ailvantiigo. If many poles arc 
reijiiiroit, a.-i for .1 long-line, t.hfy may, l>y prclimmary planning, 
l)e shipped to different points along the line and thus avoid 
excessive haulage. This might mean carloads of quite hetero- 
geneous sizes as successive poles in a line are not necessarily of 
the same height. In fact, in order to avoid too rapid and exces- 
sive changes of level, shorter poles are generally used on hilltops 



Flo. M. — Iqe Btorm of imiuiULL severity. 

and longer poles in the hollows. Similarly, long poles will l>e 
needed at points of crossing of railroads, other transmission 
lines, etc. Frequently, city lines are carried above lighting or 
railway circuits in all streets, and in one instance at least, they 
are carried above the tops of shade trees which are kept trimmed 
down to avoid interference. These emergencies demand 50- to 
CO-foot poles. 

Spacing of poles will be determined by weight of pole used, 
number of wires carried, liability to aleet and ice storms or to 
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high winds. Damage done l»y storms is unexpo<itoil in some 
localities but of frequent occuiTonce in others. The North 
Atlantic coast is peculiarly subject to this danger and the 
results are occaaionally very disastrous. Figure 54 illustrates 
some of the results of a heavy sleet storm which occurred Febru- 
ary, 1909. The photograph was taken in Ohio. 

It is impossible to escape injury from sueh a storm by any 
current economical aerial construction. Underground construc- 
tion will protect the lines, but at an increased expense and a 
decreased accessibility. It would, however, be out of the question 
to space poles, for instance, so that a severe lee storm due per- 
haps once in 8 or 10 years, would not damage the lines. Thirty 
poles to the mile (about 175 feet apart) is a minimum permissible 
numlier and is poor practice. Forty poles per mile is lietter and 
is considered good practice. Fifty poles, or with apacings of 
about 100 feet, is much to be preferred, especially if the line is 
installed where the numlier of conductors carried is liable to 
increase. And where heavy work is to be installed at once, the 
number of poles per mile may still further be increased. Careful 
spacing near corners will frequently permit double-pole corners, 
which are much to be preferred. 

Poles are set in earth to a depth of from one-eighth to one- 
fifth of their lengths, for tall and short poles respectively. For 
example, a 25-foot pole should he set about 6 feet, a 75-foot pole 
about 9 1/2 feet. The 150-foot cement poles mentioned in 
Chapter III are set 10 feet in earth and have large concrete 
bases. If the pole is set in solid rock, perhaps two-thirds as 
deep is sufficient. Where ground is wet or marshy and will not 
hold firmly a greater depth is necessary (or some special setting). 
Table XVII taken from Matthews' Telephone Line Construction 
Book indicates good practice in this respect. The holes may 
be dug or bored as preferred. They shoidd be abotit 1 foot 
larger in diameter than the pole ba.se and full size to the bottom, 
in order to allow for proper tamping of the earth around the pole, 
as well as ease of placing. 

Augurs are seldom serviceable because of the lack of favorable 
soil, and because of the large diameters of holes. They must also 
be of extra length. When augurs are used the hole will be of 
uniform width and of smooth sides and will perhaps be slightly 
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loss liable to crumhlo in jiiscrting the polo. In digtcing the holes, 
sturdy long-handled sharp-noKed shovels are needed, with a 
decided bend at the neck. For the final work of removing the 
earth loosened by the digging shovel, a spoon shovel is used 
(KiR. 5.5). 

Table XVn. — Depth in Feet ot Holei for Setting Poles. 



(height). ! Poles i 
I (depth). I 



0.5 


10.0 


10.0 


10.0 


11.0 


11.0 


10.6 


11. 




11.0 


H.5 




U.5 


12.6 




12.0 


12.5 





Guy 8tube should b« set not less than 7 feet in any aoil except solid rock. 

It is probable that the earth, especially in stony groun<l, will 
need to be loosened by what is known as a digging bar, a long 



straight iron bar with a wide chisel end (Fig. 50). In rocky soil 
or in solid stone, dynamite must be used. 

The poles having been distributed by throwing from a car. 
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or by haullnp; (never dinR n pole any gront distance) they will lie 
with huttH in the immediate neighborhood of the holes. Hickory- 
handled canl-koitkit are used in rollinfc the pole about (Fig. 57) 
and adjust themselves to the diameter of the poles. Where it is 
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Fio, 57. — CoDatrueUoD tools. Fio. 58. — Coutnuttkiii toob. 

with butt above the hole, A board should be provided for the 
butt to bear upon while the pole is being raised. This will avoid 
the crumbling of the earth as the pole is being lowered into the 
hole. There seems to be an opportunity for the development of 



some simple socket for the pole to rest in while being raised, no 
successful device of thia sort being in use to any extent. The 
pole is generally raised by man force. Gangs of ten to eighteen 
men are employed depending upon sizes of poles, etc. A 30- 



foot pole can be raised by seven or eight men. The tools used 
will include several lengths of pike poles, 10 to 18 feet, or of rais- 
ing forks of about the same lengths (Figs. 59 and fiO). The 
handles are of 1 3/4 to 2 1/4 inches in diameter. These are used, 
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necessary to carry the poles at all, it is advisable to use special 
devices for hauling them unless they are the very smallest sizes, 

A carrying hook is shown in Fig. 58. They may be had with I 

handles 4 feet to 7 long, A pole will be rolled or carried to rest i 
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one tool per man, in tlip actual rnising of the pole, first using the 
shorter lengths and then the longer ones, in order to keep im far 
up ihe pole as possilile. Pole Miipporta serve to take tKe weight 
of the pole during a halt in the process if they arc placed under it 
and kept closely adjusted. They may be single-legged deadnien 
(Fig. 61) or the cross-legged jenney. These, of course, arc only 
6 to 8 or 10 feet long. 

It is much simpler and easier to put on the cross-arms before 
the pole is raised and this gives the workmen the means of 
accurately adjusting the pole by cant-hooks to its proper position 
before they tamp in the earth, as they tan place the arm at right 




Fio. 61.— CoMtnidtion tools. 

angles to the line. When, for any reason, it is preferable to 
leave the arm to be placed after the pole is set, it is desirable to 
nail a light board in the pole gain, letting it extend some 4 feet or 
more from the pole. If nailed at the end of the board rather 
than at its middle the same length board (a lath) will more 
easily indicate inaccuracy in adjustment. The crows-arms 
must be finally at right angles to the line, hence the necessity of 
this care in pole-setting. 

When the pole is up and arranged, the earth must be firmly 
tamped as it is shoveled about the base. It should not be 
necessary to haul away any earth. It is not too much to refjuire 
four tampers to one shoveler. Time saved in tamping in the 
earth is multiplied by large factors and lost in keeping poles 
erect. 

The use of some form of pole-erecting derrick so constructed 
aa to be quickly and easily adjusted is especially to be commended. 
There are several more or less capable affairs of this kind, some 
being intended to handle light work only, others designed for 
the heaviest poles ever used. When it comes to a tall pole, such 
practice is necessary, because it is impossible to use pike poles 
below the center of gravity of a pole till its butt has entered the 
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hole ami is iK-ming hravily againHt the side earth. A (tood form 
of deiTiuk is one in which there is a platform swung below the 
sturdy axles of a wagon and supporting a hinged boom of adjust- 
able length. The pole is swung by block and tackle from the end 
of the boom, and the boom itself is supported and its position 
regulated by rope and pulleys to the front enil of the platform. 
Another type, known as the "Polerector" (Figs. 02 and 03), 
differs from the above in some features. The wagon platform 
is above the axles and the boom consists of two timbers inter- 
braceil, \V, N. Matthews & Brother, the manufacturers, say 
of it, "An average of 40 to 50 poles, any length up to 50 feet, can 
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Fios. 62 dhJ 63.— Pole ereflor or cleirick. 

be put in their holes with the Polerector by two linemen and a 
boy to handle the team, in an eight-hour day. The saving 
effected will be between 36 and 00 per cent., the amount depend- 
ing upon the length of poles handled. The saving is greater on 
long poles than on short poles." 

These erectors are very useful in removing poles from their 
holes when they are being taken down for any cause whatever. 
In this work it is not necessary to dig down to the bottom of the 
pole, but the last 2 or 3 foot may be left in contact with the pole. 
The strain is a lifting one and will pull the pole out. 

It is very often necessary to place polos in wet or loose soil. 
Here, if sufficient stability cannot be secured by setting them 
deeper than usual, it may be best to put in large stones or base 
plates of two heavy boards fastened at right angles to each other, 
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across the bottom of the pole. If the soil is marshy, such simple 
precautions as the above are inaufficient and the pole will 
pull out of aligmnent. Various devices are resorted to in such 
cases. 

The bottom of the enlarged hole is sometimes filled with a bro- 
ken-stone concrete mixture 1:3:5, giving increasisd area of base. 
The pole is then set and a filling of concrete put in around it. 
This increases stability very materially. Where it is not deemed 




CC=^^ 



i ■ f 




expedient to go to this expense, a set of timbers bolted i-rosswise 
upon the base may be substituted. The timbers should be 
double bolted or braced to avoid skewing. They should rest 
upon logs or stones of sufficient size to give a large effective base. 
Where the cros-t pieces are placed near the surface of the earth 
and also near the bottom of the pole they help to maintain the 
pole erect. Placed at the mid-point of the buried part it does 
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little good in this respect. It is just as satisfactory rs a support 
from sinking, however. Figures 04 to 67 illustrate some of the 
schemes suitable for these purposes. 

Seldom will such precautions serve to eliminate danger of 
tipping to one side and, except where positively necessary, it 
should not be depended upon to fill this office. Where plain 
setting is sufficient for straight line work as in good solid earth, 
it may, however, be used for corner poles, curves, etc., in the 
absence of conditions suitable for guying. In other words, it is 
much better than nothing, where guying cannot be installed. 



Fig. 68.— Mast pole. 

A type of pole-setting that is sometimes serviceable for swampy 
land may be called the mast pole.' A concrete base is built at 
the surface of the ground large enough to sustain the entire 
weight of the pole and its load. A suitable seat is prepared in 
its center for the pole base. The pole is then guyed in order to 
maintain it in place as the base furnishes no lateral support. 
This form of setting is illustrated in Fig. (18. 

In case of a solid rock foundation, the stone itself may take 
the place of the concrete in the above design and essentially the 
same construction may be used. 
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When poles are set in solid rock, as has already been mentioned, 
they may be sunk to a depth about two-thirds of that which 
would obtain in soil. Particular care should be taken to wedge 
large pieces of rock about the base of the pole to give firmness. 
Likewise, near the surface there should be the same precautions 
taken. The smaller rock may be tamped in about the base, 
although this does not insure a close-fitting mass of stone. 

Guying is necessary where changes of direction of the line 
occur either in angles or curves and also on unavoidable sharp 
changes of level or at the end of a line. The material used is 
galvanized iron or steel wire or cable 0.26 to 0.5 inch diameter. 
Only the lightest strains should be carried by the solid wires and 
then by use of Nos. 3 or 4 B. & S. gage. The cables shoidd be 
used for all others and may be used throughout. The galvanizing 
is tested by dipping samples into a saturated solution of CuSO| at 
60° F. and allowing them to remain 1 minute, when they are 
withdrawn and wiped clean. This process will be repeated four 
times, after which there shall be no reddish deposit of metallic 
copper upon the wire, indicating that the zinc coating is too thin. 
The zinc must not crack or peel if the wire is bent around a 
cylindrical bar having a diameter about twelve times that of the 
wire used. 

Many engineers specify that the wire shall be twice dipped in 
the molten zinc, but if it is properly done, giving time enough for 
the wire to become thoroughly heated, the first dipping gives as 
fully a continuous covering as will two baths. A second immor- 
sion serves to roughen the surface and leaves more projecting 
points to be carefully wiped away upon its emerging from the 
vat. It is of doubtful value. 

-■Ml clamps should be similarly protected from rust, as should 
bolts, nuts, guy rods, turn buckles, etc.; in fact, all iron used for 
this purpose will quickly fail unless it is thus treated. It is 
Useless to install them with the certainty of having to rcpliuo 
them within a year or two and at the same time have the line 
insecure. because of their univliiil>ility. 

A new process of preparing line material to keep it from rusting 
is called "yherardizing." By the process, there is formed at 
the surface of the iron or steel an alloy with zinc and then, upon 
the top of this is a zinc coat. Heating in the presence of vapor- 
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ized zinc gives these coatings. The product is smoofh, easy to 
handle, and very durable. 

The actual guying cannot properly be planned in advance of 
the pole setting. It is impossible to predetermine the details of 
construction to that extent. Consequently, it should be left to 
the judgment of some competent man, the foreman of the con- 
struction gang. 

A guy should never be anchored nearer the base of the pole 
than one-quarter the height of the pole and this lower limit 
should be shunned except in firm soil or rock. 




Fio. 69. — Cjuying by anchor kig. 



A much-used guy anchor consists of a log or section of an old 
pole G to 10 feet long buried horizontally to a depth of 5 or (i feet. 
Through the body of this log is passed a guy rod, the lower end 
of which ia threaded for a nut. Large washers furnish sufficient 
bearing surface lietween the nut and wood. The upper end of 
the rod has a large eye to which the guy wire is attached. The 
rods may be had in various lengths, such even that they may 



..yLlOOJ^lC 



AEHIAL LINE CONSTRICTIOX. 81 

take the place of the cables themselves, though thia is not custom- 
ary. They must he installed so as to extend in the same direction 
as the strains will be. 

A heavy stranded galvanized iron cable is looped through the 
eye of the guy rod and clamped back upon itself. A turnbucklc 
may be inserted at thia point or higher up in the cable. The 
upper end of the cable is then attached to the pole either by a 
direct turn about it with a clamped end, as is usual with wooden 
poles or to a collar, as is necessary with iron polos. Figure (ii) 
shows the detaQs of this scheme with certain parts magnified for 
the sake of clearness. It is simple, direct, and inexpensive. If 



Flo. 70.— M»ltbewa guy anchor, 

the buried log is replaced by a stone, it should be a large one, not 
that its weight is material but that the earth resistance may bo 
as great as possible. 

Numerous anchors are manufactured for driving or screwing 
into the earth and where the soil is suitable for their installation, 
they give very satisfactory results. Those which are driven 
depend for their holding upon either solid or hinged projectors, 
which fill or spread when the anchor is given a backward pull. 
Those screwed into place are augur-like and have no back give to 
be taken up. A great advantage of these anchors is the case of 
installation, as two men can place one in 20 minutes in ordinary 
circumstances, without loosening the soil above them and weak- 
ening its holding power. 

An augur type known as the Matthews Guy Anchor is shown 
in Kig. 70. According to a formula given by Prof. Carpenter the 
holding power of the earth will be shown by the expression: 
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where D is diftmeter in inches of helix of screw blade and H is the 
depth in feet of the anchor. This gives Table XVIII as the 
values of strain at which the anchors would fail. Naturally, 
this depends greatly upon the nature of the soil. 

Table XVm. — Stndns in Pounds Required to Pull Out the Hatthews Gujr 

Ancbor. 

At Various Depths, According to Professor Carpenter's Focmuia. 



\Siiie 
Depth\ 


5 incht 


6 incht 


7 incht 


Sineb* 


10 inch* 


12 inch* 


3.5 ft. 
4.0 ft, 
4.5 ft. 
5.0 ft. 
6.5 ft. 


6,125 

8,000 
10,125 
12.500 
15,125 


7,350 
9,600 
12,150 

15,000 
18,150 


8,575 
11,200 
14,176 
17,500 
21,175 


12,800 
16,200 
20,000 
24,200 
28,800 
39,200 
51,200 
64,800 
80.000 


16,000 
20,250 
25,000 
30,250 
36,000 
49,000 
64,000 
81,000 
100,000 


19.200 

24,300 

■ 30,000 

36,000 












8.0 ft. 










■' 


97,200 

















11 the 5- and 6-1 
nnchon nill n 



n ercntpr depth than 5.5 



In rock, an eye bolt may be sunk to a depth of about 18 inches 
at an angle of about 90 degrees from the direction of the strain, 
its opening being away from the pole as indicated in Fig. 71. 

It is poor practice to guy to trees or buildings. The former 
may occasionally be necessary and then special precautions 
should be taken. Young or rapidly growing trees should never 
be used. A guy must be so attached or supported as to bear 
against the tree aa a whole, rather than against one branch. 
This may be done by fastening to the tree trunk or to a heavy 
timber resting against both branches at the fork of the tree, and 
having the guy wire pa.fs through the fork. A guy wire must 
never be attached to a tree by simply winding it directly upon 
the trunk, as this will deform if not kill the tree. Wooden slats 
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must be placed about the trunk and the cable will be placed upon 
theae. 
A firmly set stub ia a frequent necessity In guying across a 




Flo. 71. — Guying ia tooIc 



roadway, over a sidewalk, etc. This will allow (Fig 72) a short 
guy and still give sufficient head-room under it for paH»ing traffic. 
The stub b deeply set and is given a backward rake from the 




Fig. 72. — Stub |uyin( ocroa a bii^way. 



pole, care being taken to avoid side slant. If the stub, the guy 
wire, and f he anchor are not all in the same plane there will be a 
heavy component of the strain tending to break down the stub. 
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A little aide give in the direction of the anchor will loosen the 
guy and render it inoperative. If the anchor is low enough in 
comparison to the base of the stub to bring nearly into a straight 
line the pole top, the center of stability of the stub setting and 
the eye of the anchor rod, instability will be the result. Even 
an approximation of the latter condition should be avoided. 

Very long earth-anchored guys lose in effectiveness by the 
shallowness of their setting due to change of slant more than they 
gain by their approach to the horizontal. From the standpoint 
of anchor strength alone, a vertical setting is preferable (see 
Fig. 73). This, of course, is unflbtainable without the stub. 



JV 



V-' 



■3. — Stnmg and weak anchor Kttinga. 



In attaching the guy wire to the pole there are several things 
to note. The pull supplied by the wire is to react against a aide 
pull caused by the line wires, upon a curve, at a corner, etc. 
Hence, both should be attached at as nearly the same point upon 
the pole as possible. The wire must not, however, make likely 
either a short circuit between lines or a grounding of a line. 
Where a cross-arm is used, the guy may be fastened directly 
above it. If there are two arms, it should be fastened just above 
the lower arm. With several arms, the best practice is to use the 
Y-guy, attaching one cable toward the top of the "tree" or "pole 
head" and the other near its base. It must be remembered that 
poles will bend and arms will twist. The results of different 
methods of setting in opposition the forces of line and guy arc 
indicated in an exaggerated way in Fig. 74. The lighter the 
poles, the more distortion there will be. The pole will eventually 
fail at the bending point in many cases. Sleet storms will 
increase the likelihood of this. 

Head guys are necessary at the end of a line or at corners or 
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Bharp turns. They arc run as indicatwl in Fig, 75. The con- 
ductor strain ia in the direction away from the corner. The head 




Fio. 7i. — UeChoda of attaching gays to pole bead<. 

guy IS SO attached as to counteract this pull upon any pole head 
by opposing a pull from the base of the pole next toward the 
corner. If desired, the head guys will not run as low as to the 




Fio. 75.— Head gi 



base of the succeeding pole but may he attached at a sufRcicnt 
height to avoid interference to traffic. The corner pole, or end 



D.aitzectyGoOgle 



8G ELEMENTS OF ELECTRICAL TEANSMIS8I0>r. 

pole (as the naae may be), will be giiyod fo anchors or to stubs. 

AVhei'e latei-nl supports are iiecessjiry and guy wii'ph arc incon- 
venient, they may give place to ivomlpn braces. ITirso are made 
of poles whose tops, cut slanting, are fitted to the side of the pole 
under the lower cross-arm and firmly bolted and bound with 
galvanized iron cable. The foot of the brace is bolted to a cross 
log or set in rocks and buried 4 or 5 feet deep, A pole may be 
braced on each side in this way if desired. 

Wherever wood meets wood in the construction of the outdoor 
pole line, or where the grain is opened by cutting, the cross-arm 
upon the pole, the braces, the slats under a guy wire, bolt holes, 
etc., the parts should be given, previously to the assembling, a 
coat of good paint. These joints are sufficiently open to allow 
the retention of moisture; The grain of the wood ia generally 
open' and the result is rapid deterioration of the parts. The tops 
of poles should also be painted. 

Cross-arms should be placed at right angles to the pole, even 
if the pole is given a rake upon a curve. The holes for the bolts 
should be determined by a straight line from pole top to base, 
being either upon this line, in case of single bolts, or to each side 
of this line in case of double-bolted cross-arms. 

On curves, the arms should face the center of the curve. In 
approaching a dead end, the arms are placed upon the side of the 
pole nearest the end of the line; with unequal spans, away from 
the long span; away from railroad crossings. Generally in 
straight-away work the cross-arms alternately face each direc- 
tion. This will avoid tension strains on all retaining bolts at 
once and lessen the liability of failures of successive cross-arms 
if one does give away, due to an end strain. 

The arm is held in place by one or two bolts, depending upon 
the weight of conductors carried, etc. Usually one bolt is con- 
sidered sufficient and it has the advantage of being centrally 
placed through the pole. A seat is made for the washer bearing 
against the pole upon the side opposite to the arm. Large 
washers, 2 1/4 x 2 1/4 inches, should be used. There are used 
with this construction braces of galvanized iron or steel bolted 
or screwed to the arm, the two ends fastened to the pole being 
held at a common point by a single drive screw or lag screw. 
Wherever drive screws are used, they should be turned for the 



..yLlOO^lC 



AERIAL LINE CONSTRUCTION. 



87 



last thir<l of their pnirance. Lng screws should not be driven 
farther than junt emiugh to start them. Kingle-pioco anjile 
braces, miwlc to hrat^e both endu of the arm, are ol)tainal)le aud 
arc very satisfactory. The increaaed expense m not necessary, 
however, although there is a greater rigidity. Care should be 
taken before finally fastening the braces that the anna are per- 
pendicular to the pole. Figure 70 shows the details of a good 
fastening. 

Double arms are used when the span is exceptionally long or 
the cables, etc., very heavy. If it becomes necessary to make a ■ 




sharp turn without intermediate poles, double arms are advisable. 
They should be placed upon opposite sides of the pole and bolted 
together at both ends and adjaceQt to the pole, four bolt^in-all- 
unless arms are of extra length." The arms must be blocked 
from giving toward each other and this may be done by inner 
nutB with large washers similar to nuts and washers on the outer 
sides, or blocks of wood cut from cross-arm timber may be bored 
through lengthwise and fitted in to take the compression strain 
of the bolt. These must be so placed that they will not interfere 
with the insulator pins. Each of the double arms should be 
braced individually. 

A substitute for the double arm, where the use of the metal is 
not prohibited, is an angle iron into which the regular arm may 
be set, the whole being bolted to the pole with the iron upon the 
back and under side of the arm. The iron should be galvanized. 

Where plain wooden pins are used, as is always the case in 
telephone and telegraph lines, and very frequently in power lines, 
the pin is inserted in the hole in the cross-arm, which has been 
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previously painted, and a single nail driven through the side of 
the arm and the base of the pin. With heavier work the iron 
pins extend througli the arm and are held in place by washers 
and nuts below (see Line Insulators), 

Line insulators for telephone work {see Line Insulators) and 
other light work are threaded internally and are simply screwed 
upon the pins after the latter are in place. With side groove no 
care need be taken to have the insulator in any certain position 
as the (croove is the same all the way around. However, with 
top grooves, the insulator must be so mounted that the conductor 
groove is parallel to thfe direction of the line. 

Cooductor. — The conductor is wound upon a reel which may 
bo taken from place to place aa needefl. The end of the wire is 




Fic. 77. — Ptty-out reel. 

generally handled by means of a long rope, which is attached to 
it. This rope is thrown up to the lineman, passed over the cross- 
arm, and lowered to be pulled along to the next pole. This 
unreels the conductor and draws it across the arms upon which 
it is to be placed. A "pay-out reel" is shown in Fig. 77. In 
taking up the slack of the line, a "take-up reel " is used, consisting 
of a reel mounted with its axis horizontal and having a crank 
handle for turning. As hard drawn copper is commonly used, 
care must be exercised in all its han<lling not to injure its surface 
or akin, because there lies its greatest strength. A slight nick 
caused by a lineman's tool, or a sharp kink retjuiring straighten- 
ing will so injure the conductor that it is very liable to fail at 
this point. Even in tying the conductor to the insulators this 
must be eonsidere^l. 

\ hard drawn copper wire should be laid in the conductor 
groove of the inmdator on the side toward the pole except on 
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curves, where it is placed on the side farthest from the center of 
curvature. With a side groove insulator, the tie wire is looped 
around it in the groove having one end extending across the con- 
ductor above it and one crossing it underneath. The ends are 
then crossed as if to repeat this turn, at the same time enclosing 
the conductor. Instead, however, of taking a second turn about 
the insulator, the tie wire ends are crossed over and coiled about 




Flo. Tfl.— Fut«ainc tie wire. 

the conductor itself in an open helix of several turns, one in each 
direction. Figure 78 shows the details of this tie. It differs 
from the so-calle<l Western Union joint (Fig. 79) in that the latter 
passes both tie ends over the conductor and the helices are closed 
spirals. Soft copper and iron are better fitted for the latter tie 
owing to its close spiral. Hard drawn copper will suffer injury 
to its surface if it is bent as short as is necessary for this tie. 




Fm. 7B.— Waitom rnion tie wire. 

The conductor should not be bent around or partly around the 
insulator. The end sought should be to bind it firmly to the 
insulator but to have' it tangent to the surface in the groove. 
Any bend of conductor at this point of support will be under 
heavy strain tending to make it a sharp angle rather than a 
curve (Fig. 80). The ultimate result is failure by breaking of the 
conductor at one of the two bending points, A-\. 

When the conductor ends at the insulator {dead ending) or 
when it ia opened for a loop, the tie must be of a different nature. 
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The conductor is passed around the insulator, looped back upon 
itself, and twisted in a spiral of several turns. Otherwise, a 
joining device is used, either a double sleeve slipped over liolh 
strands and twisted or a clamp in case of a largo conductor or 
cable. 

A wire is spliced by nkeans of two close spirals separated by a 
twist as in the W. U. joint shown in Fig. 81. As previously 




Fio. 80. — Breskiof a Ksductor at the ioaubtor. 

remarked, however, this joint is not axlvisable for hard drawn 
copper and should not be used therewith. A much-preferred 
method of jointing it b by using the enclosing sleeves already 
spoken of. Details of this method are shown in Fig. 82, these 
particular illustrations being of the Cook Self-welding Wire 
Joint. They may be used with sizes of wires difTering by as 
much as two numbers H desired. The metal used for the sleeve 
must always be the same as for the conductor, else there will be 

¥la^ 81. — Weat«TD Uoknj joint- 
injury to the joint caused by galvanic action. For dead ending 
the heavy Mclntyre types are especially convenient. Samples of 
joints should be examined in order to see that they are well made 
and not defective in the particulars well illustrated in Fig. 83. 
Kone of the sleeve joints is soldered and conductivity, strength, 
and permanence depend upon the mechanical rigidity of the con- 
struction and the intimacy of the parts. This is preferable with 
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hard drawn copper, as soldering, unless very carefully done, will 
anneid the wire to such an extent as to soften it very materially. 

Dependence may be put upon these joint.'i of from (iO to S() 
per cent, of conductor strength, tjome will run as high as 90 
per cent., but they are carefully made and are of increased length. 

.\ suitable method of soldering a joint is to thrust the two ends 




BeTom twinlins. Aft«r twisting. 

Fio. 82. — Cook seU-WBldiiij joint. 

into a sleeve containing side openings, each wire extending to the 
center of the sleeve. The whole is then soldered. Some such 
joint as this is necessary in a trolley line where projecting parts 
must all be smooth. A twist joint of any description is out of 
the question there. 

In telephone circuits the close proximity of two circuits to 
each other, as within the same cable, upon the same cross-arm, 



etc., will lead to the undesirable result known as cross-talk unless 
proper precautions are taken to avoid it. Running a telephone 
line close to a power line may similarly introduce humming and 
buzzing of the receiver. There are two reasons for these annoy- 
ances, first, electrostatic induction, and second, electromagnetic 
induction. 
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When adjacent telephone lines arc considereil the latter of 
these two disturbing factors gives conditions indicated in 
Fig. 84. During the instant when current is flowing in line C as 
indicated, a whirl of magnetic lines encloses with C the adjacent 
line li of the other circuit. The induced current is, therefore, in 
the opposite direction, as indicated by the arrow, and receiver 
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Pio. S4.— Telepbone cnns talk. 

\o. 1 will duplicate sounds present in receiver No. 2. The 
intensity will depend upon the mutual induction between the 
two lines. This effect may be overcome by so arranging the 
separate lines in respect to each other that similar portions are 
opposed to each other. This is shown in Fig. 85. These opposed 
sections must be electromagnetic ally equivalent, which generally 
means that one transposition at the center of the line will take 

M, Inducftd X Induced —. 
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FiQ. 85. — Tronapoaitiua ol telephone wirw, sioglc circuit. 

care of this trouble. With numerous lines upon a pole, a very 
elaborate system of transposition must be worked out, for no 
two should be given identical transpositions throughout, or they 
have the same relation they would have without any transpof-ing. 
Mr. J. J. Carty has proved by elaborate experiments (Trans. 
A. I. E. E,, 1891) that the greater mutual effect between tele- 
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phone lines is due to electrostatic induction. A charge is induced 
upon adjacent lines {Fig. 8(>) which varies with every variation in 
current of the disturbing line. As this charge increases or 
diminishes in the disturbed circuit, there will be current Howing 
either toward or from the point B, either a charging or discharg- 
ing current. This current produces sounds at the receiverH, 
Transposing at the center, as in Fig. 85, will not cure the defect 
because it will simply allow for the neutralization of the charges 
partly across the central transposing points but also, in a lesser 
degree, through the receivers. Transposition at the one-quarter 
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Fiii. 86, — Electcoatiktio chUBs upon telepbone wim. 

and the three-quarters points would balance these charges against 
each other for one circuit, except for the oscillatory effect at the 
ends of the lines. 

In order, thus, to do away with the cross-talk, buzzing, etc., 
due to inductance and capacity effects of the line, a very careful 
adjustment of lines is necessary because the telephone is an 
extremely sensitive instrument. In an extended paper upon the 
Transposition of Conductors read before the A. I, E. E., in 1904, 
Mr. Frank F. Fowie illustrates by Fig. 87 the method of develc»p- 
ment of systematic transposition. This system may be carried 
further than is illustrated by the figure, but generally it is not 
necessary to do so, as non-adjacent cross-arms may use similar 
transpositions. 

Line C, Fig. 84, may, however, be a power line, one conductor 
of a single-phase or polyphase tranamis,sion circuit. In this case 
the alternating flux about the conductor is much greater and its 
influence is correspondingly great. 

It is, then, necessary to consider not only the distance the lines 
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run in parallel but also, the value of current or voltage in each 
portion of the line, the variation in wire spacing, etc. For 
example, suppose we have a power line paralleling a telephone 
circuit for one mile. If the current in the power circuit is con- 
stant throughout the mile (no load taken from it within that 
section) , if the distance between circuits remains constant, if the 
spacing of the power circuit conductors remains constant and 




-TrBiuipogitkn of telepbooe vfrce, fiflcen circuits. 



similarly the spacing of the telephone circuit, the magnetically 
induced voltages in the telephone circuit may be opposed to each 
other in half-mile sections and no disturbing current will flow. 
That is, a single transposition at the center of the circuit will 
eliminate the inductive troubles. 

Again, if individual spacings and inter-distances remain fixed 
and voltage does not change, our line is symmetrical electrostat- 
ically and the regular transposition shown in Fig. 87 may be 
adopted. 
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If, however, at some intermediate point (Fig. 88) a change in 
conditions occurs, the line branches and a load taken off, the 
section of the line from A to B must be treated as one unit and 
that from B to C as another unit, each to be worked out sepa- 
rately. Otherwise, if a portion of AB is balanced against a 
part of BC any change in the relative loads of the power lines at 
B and C will throw the lines out of balance. With lightning 
circuits, the variation in load along the line is quite great but not 
from instant to instant. That means that an alternating current 
lighting circuit will be very troublesome to a telephone line, 
while a direct current system will cause little trouble. On the 
other hand, direct current railway feeders are called upon to 
supply rapidly fluctuating currents of great magnitude. This 



Flo. Sit.— Power line and 

will cause serious disturbances in adjacent circuits. The old 
time telephone circuits with ground return will be so noisy in 
the neighborhood of railway lines that conversation is drowned, 
no transposition being possible. 

When low-voltage, heavy current mains or feeders are carried 
along the same street as telephone wires, there will be disturb- 
ances even if the two systems arc on opposite sides of the street. 
Transposition may be resorted to or twisted pairs of wires for 
each telephone circuit will assist. If the power cables are spread 
with considerable distance between them (in case of a line and 
its return) and can be closed upon each other, there will lie a 
marked improvement of conditions. The power circuits should 
not be spread any farther than is necessary. 

It is frequent practice to carry railway feeders or lighting cir- 
cuits upon the same poles, with the telephone lines, the latter 
being above the feeders. This is the source of much trouble 
unless the likelihood thereof is recofinizo<l at the outset and 
precautions taken. 
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It is necessary, however, whatever the scheme of transposition, 
to have it rigidly adhered to. No variation in distance can be 
allowed or confusion of lines is the sure result. A lineman cannot 
follow an irregular arrangement 10 poles without becoming lost 
in the maze. He mu.st know what the design is and that it is 
reliably and fully carried out. Then, reference to the pole num- 
hera with a chart for the transposition scheme for one section 
will give him the means of exactly locating each wire and lecog- 



Fio. 86. — Squara trBjupoBition. 

nizing each circuit. It may take several miles for the completion 
of one section in which the complete design is carried out. Then 
it will be repeated in the next section of the same length. The 
actual transposition may be accomplished by opening and dead- 
ending the two conductors to be interchanged, at special double- 
grooved insulators. The exchange is then made by jumpers 
crossing from each incoming line to the other outgoing line. 
This method (shown in Fig. 89) has the disadvantages that it 
cuts the line and the transposition cannot be shifted from one 



pole to another except with considerable labor. It has the 
advantage that it is accompli.'^hed at one pole and may, therefore, 
if occasion demands, be repeated at each successive pole. 

.Another method used is called the single-pin transposition. 
The two lines are led to the same insulator, one above the other. 
They proceed from that point in transposed order. This is 
illustrated by Fig. 90. This method does not open the lines and 
the transposition may be shifted from one pole to the next with- 
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out much labor. It is simple in application, requiring no cutting, 
dead-ending, splicing, simply the ordinary tying at the insulator. 
It introduces, however, new stresses upon the pin and it can occur 
only at every second pole. As the pins may be heavier, with the 
heavier insulator, thus meeting the increased stress, and as the 
transpoBition of conductors at every pole is a very unusual 
demand, this latter Method has been rapidly growing in favor. 
When the double cross-arm is used on long spans, etc., the 
transposition is made between the two arms by the square 
method, using single-groove insulators only. >v 

Railway Lines. — Many of the preceding details enunciated in*' 
the consideration of aerial telephone lines are applicable to the 
installation of power lines. All the more is this true if we speak 
only of low potential circuits. Here the number of conductors 
is limited to two, three, or six, but each lead is heavier. The con- 
struction of the line as a whole will be more sturdy and rugged. 

Local railway power circuits are carried on shorter poles than 
are necessary for telephone work. It is customary to have the 
trolley wire 15 to 18 feet above the tracks and the poles are of 
sufhcient height to carry them and such feeders as are required. 
There are two standard methods of construction for supporting 
the trolley wire, span supports and bracket arms. Each of these 
is further divided into direct support and catenary construction. 
When wire spans are used, poles are placed upon both sides of 
the single- or double-track railway, being opposite each other 
along the way. One of these sets of poles will perhaps be taller 
than the other in order to carry feeders. They are of wood or 
iron and may be set with a little outward rake. This is not always 
permissible, as a marked contrast between the line of the pole and 
perpendicular lines of buildings is to be avoided. At a point no 
less than 18 inches from the top of the pole a bolt hole is bored 
and an eye bolt inserted, being held by a nut over a large washer. 
Into the eye is inserted the span wire or cable which is bent back 
upon itself and securely fastened. Near to each end of the span 
wire is placed a strain insulator. At such a point as to bring it 
over the center of the track is inserted an insulator bearing a 
supporting ear for holding the trolley wire. For double track 
two such suspension insulators will be used. Standard forms of 
strain insulators and suspension insulators arc shown in Fig. 91. 
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Fio. 01. — Trolky "rire Insutalom. 
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Fia. 92. — Soldered eon Sot trolley support. 
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The double-armed auspenaion insulators illuatrated are used in 
regular work. The single-armed are used on curves or elsewhere 
where a one-way pull is to be supplied. 

The ears attached to these insulators for direct connection to 
the trolley wire are of two general types, depending upon the 
kind of wire used. For a circular trolley wire an ear is used which 




Fia. 93. — ClampiUK eaa for trolley luppurt. 

extends down part way around the wire upon each side and is 
w)ldered thereto. Their offiue may be added to by making them 
feeder points or connectors for guy wires (Fig. 92). When the 
trolley wire is of the grooved or figurc-8 type, the ear does not 
need to be soldered to it but may be made to clamp it tightly as 
ill Fig. 93. 




■Splicing round trolley wire is accomplished by soldering into 
a splicing sleeve, as already mentioned, or by the use of a mechan- 
ical splicing sleeve as shown in Fig. 94. 

Frequently the opposite kind of a joint, an insulating joint, is 
desired in order to break the wires into sections. Then, a sec- 
tion iTistdaloT ia used, a device which provides an insulating run- 
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way for the trolley wheel as it leaves contact with one section of 
the conductor and approaches the new section. Figure 94 also 
shows this type of joint. 

Where the trolley wire is to be divided or crossed, a sleeve is 
inapplicable. Frogs and crossings are necessary for this service. 
The frogs are made with two or more branches as required, and 
likewise, with different angular divergences. They are also 
supplied with two or more eyes for pull-off guys. Best practice 




— Tralley tniga azid 



is to depend upon their mechanical attachment to the trolley 
wires rather than to soldering. Figure yS contains a group of 
trolley frogs and crossings. The crossings differ from the frogs 
in the detail that provision is made that each trolley wire shall 
continue past the point of intersection in its original direction, 
90 degrees, 3.5 degrees, etc. Generally, these crossings are accom- 
plished without insulating the two trolley wires from each other. 
Where insulation is necessary, a. special crossing is required which 
will not break either circuit but will separate them from each 
other. 
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Owing to the fact that the siispentlcd <!on<hiotor miiat follow 
very closely the curvature of track, the guying of a trolley wire w 
very important. Straight lines arc anchoretl al)out every 2000 
feet to avoid pulling down in case of break, etc. This is practised 
also on grades and at ends of curves, Fig, 96. At curves, the 
side guying is very carefully planned, strain points occurring close 
together. It is not necessary to have separate guy anchors or 
stubs for each guy line, but they may be combined in groups 
depending upon the nature of the curves. One-way curves and 
two-way curves with crossing are illustrated in Fig. 97, for single 
track. For double track, the trolley wires are tied together and 
a little more elaborate side-guying is practised. It will be noted 




Fio. 96. — Anchoring trolley 



that the conductor upon a curve does not center with the track. 
This is due to the slight aide swinging of the trolley pole as the 
car rounds the curve, the amount of which depends upon the 
curvature of the track, the length of trolley pole, and the height 
of conductor above the car roof. The allowance may be as 
much as a foot at the center of a curve of 40 feet radius. 

Feeders carried along upon cross-arms or brackets upon the 
poles are tapped into the trolley wire at required intervals. This 
is best done by splicing a jumper to the feeder. The jumper is 
then supported upon a bracketed insulator in order to transmit 
no strain to the feeder itself. Moreover, it is never carried upon 
a cross-arm insulator, as this would inevitably put it in the way 
of subsequently installed feeders. If cross-arms are installed 
their pins can be put to better use than that of supporting 
jumpers. The feeders are carried above the span wires. Hence 
the jumper will be brought downward from its point of connec- 
tion, then, after attaching to its insulator, it will be carried out 
along the span wire to the trolley wire and attached to that at 
a feeder ear, already illustrated. 

Where heavy feeders leave a station, where square comers are 
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F.o. 97.— GuyJiB trolley wirw OD curvM. 



Digitized by Google 



AERIAL LINE COXSTRrCTIO.V. 103 

liirnp<I, or (Ipatl ending pointH, they may Ito most loatlily hu|>- 
jKirtcd by nioanfl of olampn which will lake the Htrnins. This 
niethoil of installation is easily put up, economical of conductor 
ami of labor, easily shifted, strong and reliable, and neat in 
appearance. It allows for very flexible application, owing to its 
simplicity. The actual installation utilizes a cable clamp which 
is bolted to the cable so tightly as to be able to caiTy the full 
strain upon the line. An eye bolt in the cross-arm receives this 
strain through a strain insulator. The details of a Matthews' 



clamp are readily seen from Fig. 98, which shows a right-angle 
turn on the inner side of the cross-arms, ^'igure 99 shows several 
of the applications of this device. The cuts arc largely self- 
explanatory, being 

1. Inside corner. 

2. Outside corner. 

3. Right-angle tap. 

4. Slack for future use. 

5. Dead ending at underground entrance. 

G. Comparison between u.se of clamp.s ami spliced corner.=i. 

When a pole can be placctl close to the side of a railway track 
or l>etween the two tracks of a double-track system, it is much to 
l>c preferred to use bracket suspension of trolley wire instead of the 
span construction already described. The construction of side 
pole line and of center pole line arc exactly similar in all engineer- 
ing features. Side brackets can be used of sufficient looKlh to 
serve for double-track roads, but this is not very common 
practice. 
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The polos may l)e cither wooden or iron but brackets should 
invariably be of metal. The bracket arm extends horizontally 
outward from the pole about 9 feet and usually has a guy rod 
running from its outer end to the pole top. A strut is sometimes 
used in bracing it more firmly. When the guy rod is not used, 
the strut is necessary and vice versa. It is not best practice to 




Fio. B9.— AppEi 



support the trolley wire rigidly at the end of the bracket by 
means of an insulating support. This makes a hard spot in the 
line and is injurious alike to line and trolley. Generally, the 
bracket suppoHs a flexible galvanized steel cable, from which the 
line may be suspended. Some standard brackets are shown in 
Fig. 100. These are very plain and neat in appearance. Many 
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more elaborate and ornate dcsijins may bo obtainpd for u«e in 
city f*treet8 if desired. Angle irons may he adapted to this use 
very readily and make a very serviceable arm, probably just aa 
satisfactory as the tube arms illustrated. 

.\a all points of support' of trolley wires liy the described 
methods of construction occur only opposite the poles, there is a 
decitletl sag to the line between poles. This causes the under- 
running trolley to rise and sink periodically. With high-speed 
running the result is that the trolley will separate from the con- 




ductor by jumps and the contact is insecure. With the develop- 
ment of high-speed interurban railways there has been brought 
into use the double suspension called catenary suspension. Pole 
line, spans, brackets, etc., are fundamentally as for direct support. 
The trolley wire is hung from the messenger wire or catenary by 
means of hangers of graduated lengths, thus maintaining a 
practically uniform height for the conductor. Xo attempt is 
made to insulate between trolley wire and messenger, thus 
increasing the conductivity of the line. In span work, the insu- 
lator is inserted as previously described in direct suspension. 
In bracket work, the messenger runs over the bracket arm antl is 
supported upon a regular pin insulator of sturdy design. 

There is increased difficulty, however, in guying. Anchoring 
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rciniiiPH not only the four side pull-offa from thp messenger hut 
also two extra leatls, cacli running from tlic puU-of!' point of the 
messenger to a point on the trolley wire at the foot of the adjacent 
hanger. Figure 101 will make plain many of the details including 
anchoring. Upon curves with pole line inside of the curves, 
insulating braces are used running directly to the trolley wire and 
supported at the rear end against the bracket. If the pole line 
is outside the curve, wire side-spans from one pole to the next 



Flo- 101. — CatfliAry anchorage, 

may l>e used to support pull-oflfs to keep the trolley wire over the 
track. These points together with feeder connection are illua- 
trated in the group Fig. 102. 

For very heavy construction with more than two tracks, it is 
atlvisable to use bridge spans, built of latticed iron. Here, too, , 
the use of dojible catenary suspension is practised, as by the New 
York, New Haven, and Hartford Railroad. This consists of two 
messengers similarly carried upon pin insulators over the lower 
member of the bridging. A trolley wire under-runs the two and 
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all three are bound together at regular inten'als by trianpilar 
forms built of piping. The triangles are of decreasing size from 
the bridge toward the center of the span at which point the sides 



are leas than a foot In length. Figure 103 gives an idea of this 
construction as practised by the above-mentioned railway. 
These designs are found to give much better results than the 
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ordinary auapension for interurhan high-speed traffic. Abroad 
the multiple catenary has been used. The first catenary supports 
a second catenary, which in turn supports the trolley wire. 
The lower catenary and the conductor are very nearly parallel, 
as one catenary suspension gives fairly uniform direction to the 
second messenger. 

The bonded track furnishes the return circuit for railway 
systems and it is generally considered sufficient to meet the 
demand. Very frequently there are water mains laid in such a 
way as to furnish a parallel path for the current. The use of 
the iron piping as a conductor does not injure it at all. So long 
as current remains in the water pipe no damage is done. But at 
the point where the current leaves the piping the metal is attacked 
and eaten away by electrolysis. This action is aided by the 
presence of moisture and certain salts in the earth which make 
the earth resistance less. Wherever it is found that this injury 
is occurring, steps should immeiliately be taken to relieve it. 
If it is well established that the return current leaves the piping 
at certain definitely determined points, return conductors may 
be run from piping to rails at these points. This is a very simple 
condition of circuits, however, which does not often occur- 
Unfortunately, the return of current from water or gas mains is 
not from easily determined points, but occurs at many widely dis- 
tributed and extended portions of the system. When it is assured 
that there is electrolysis, there should be an extended inspection 
to determine its cause. Rail bonding should be tested, length 
of return circuits, and substation location studied. Other 
corrective measures failing, it remains to put in a system of 
negative feeders for the return circuit. This must be planned 
after having located as nearly as possible all the points or locali- 
ties where the unnatural corrosion occurs. For heavy traction, 
negative feeders are sometimes installed in parallel with the 
rail, simply adding to the rail network a network of copper 
conductors. 

Power Lines. — Power transmission utilizes something of the 
same detail in the construction of lines that has alrea<ly been de- 
scribed for telephone and telegraph service. The polos are of the 
same woods, are set the same way, cross-arms are similarly placed, 
pins are inserted in cross-arms for insulators, the lines are guyed 
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upon the same principles. Everything is adjusted to meet 
whatever new demands may be made by the change of conditions, 
namely, instead of numerous small conductors carrying small 
currents at low voltages, we have large currents, high voltages, 
few wires, but of larger cross-section and weight. Spans may 
increase in length to meet certain requirements. Inaulatora are of 
the heavier type. Standard copper conductors 1 /2 inch in diam- 
eter (250,000 CM. cross-section) are heavy enough so that 
upon single pole line construction the pole spacing should not 
exceed 100 feet. For tighter conductors a greater spacing may 
be used without special construction. Numbera to 0000 may be 
strung on poles 125 feet apart. 

In splicing heavy wires the enclosing sleeves should be used. 
They are obtainable in all sizes and for copper or aluminium. 
The use of special tools for twisting these joints greatly facilitates 
their preparation. No solder is used with them and consequently 
there is no weakening of the conductor due to annealing. 

The wooden pole groups described in Chapter III are the next 
steps in increasing the strength of the pole line. Of these, the 
A-type may be conveniently assembled before erection. Con- 
sisting as it does of two poles bolted together at the top, with a 
spread at the bottom of about one-eighth of its height, with a 
double croas-arm bolted through and through, the whole unit 
lies in one plane and can be assembled flat upon the ground. 
It is raised by horse-power as it is twice as heavy as the single- 
pole construction. Any work that can be done before raising, 
such as fitting, assembling, etc., is much more easily, quickly, 
and efficiently done if it is completed upon the ground. With 
some more elaborate structures it is found preferable to do the 
fitting upon the ground and leave some of the fastening to be 
done after the parts are up. With two parallel poles interbraced, 
the erection may occur either before or after the bracing and 
placing of cross-arms, as determined by the convenience in 
handling the increased weight of the combined parts. When 
raised individually, especial care must be taken to secure proper 
alignment of poles, spacing, etc. Cross arma ahould not be bored 
until fitted after erection in thia case. 

Where the second or third poles are used as braces, rather 
than as part of the tower proper, they may be fitted before 
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erection, but final adjustment should be made after the pole ia 
in place. 

Perhaps the most convenient method of handling the double 
A or ridge pole tower is to assemble the two halves, each eon- 
Biating of the two poles which are parallel, bracing the poles upon 
each other. The two halves may then be raised separately and 
the pole tops brought together and held by means of blocks 
bolted upon each side at the top. The cross-braces, struts, tie- 
rods, and cross-arms are then added. In general, well inter- 
braced members of a tower may be handled together if it is 
deemed desirable to do so. 

Iron or steel towers are shipped in a completely disassembled 
condition, but they are generally fully assem))led before raising. 
Take, for instance, a four-cornered windmill tower type. One 
metho<i of handling il is to assemble it by parts. The four corners 
are laid out in pairs and all stays and braces added to each 
pair. Each of these two opposite sides is then stood upon edge 
with tops together and bases separated by the proper amount 
for fixing the cross braces. These are then added, completing 
the tower. All this should be done upon the uphill side of the 
site. Or when the cross bracing is so designed as to make only 
n few tie points between corner posts, the tower may be assem- 
bled in quarters, the quarters into halves, and the halves into a 
complete unit. 

The towers are then fitted with cross-arm pins and the insula- 
tors even may be cemented in place. 

Insulators, if built in several pieces, should be cemented together 
by the manufacturer before shipment. This is always done 
unless the purchaser especially states his contrary desire. It 
insures better and more uniform results to have this done. If 
they are too heavy for convenient handling, they may be obtained 
in parts, however, to be assembled upon the ground by the 
purchaser. Neat Portland cement is generally used for this 
purpose. 

For wooden pole towers, the setting of each leg may be done 
as already discussetl for single poles, as regards base plate, con- 
crete base, etc. Occasionally serious difficulties are met. One 
of the most unique methods that has come to the author's atten- 
tion is described by Mr. R, D. Mershon in Trans, A. I. E. E,, 1907. 
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The wooden A-type of tower was used by the \iagara, Lockport, 
and Ontario Power Company in crossing the Montezuma swamp. 
No ordinary method of setting the poles seemed feasible so that 
a surface setting was determined upon. A giant eris-croas was 
constructed of four line poles and placed flat upon the ground. 
The base of the erected A-frame was spiked to this structure 
and both legs were braced from about the one-third point in each 
way in the direction of the line. This large base gave stability 
which was very materially increased by fastening large plank 
boxes upon the ends of each pair of base poles and filling them 
with stones. 

With metal towers, the most permanent construction is 
obtained when concrete bases are prepared for reception of the 
legs. These bases must partake of the nature of anchors as well 
as base plates. A heavy side strain upon a tower tending to tip 
it over imparts a downward pressure upon two pedestals and a 
lifting strain upon the other two. The magnitude of the upward 
pull is a function of the size of the base of the tower from side to 
side. A tower with small base will pull up much more readily 
than one with large spread. 

A large reinforced concrete base plate (say 4 feet square by 
1 foot thick) buried 5 or 6 feet in the earth will give a very secure 
foot plate. Angle irons may be imbedded in such a plate and to 
them will be fastened another angle iron running to a point above 
the surface of the ground. This corner anchor iron is protected 
by a heavy concrete body giving more weight and strength to 
the anchorage. These pedestals are built directly in place, of 
course, and are accurately spaced and set to grade. The angle 
iron extending above the ground surface is the stub to which the 
foot of the tower will be secured by bolting. Corner or angle 
towers, end towers, etc., must Ije set with larger anchorages. 

Concrete con-stnietion is not considcre<l necessary in all cases. 
In fact, the reverse is the case in a great majority of instances, 
A very satisfactory setting is accomplished by using a stub con- 
sisting of an angle iron secured to a metallic foot plate. This is 
carefully buried in heavily tamped earth or surrounded by rocks. 
The metallic bed plate, even, may be done away with if heavy 
cress pieces are used as anchorage and a substantial stone set for 
the foot plate. When concrete is not used for the standard 
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towers it should be used for corner towers, extra length 
epans, etc. 

In erecting (see Figs. 50 and 52) the two legs of the tower which 
are resting upon the ground are situated near their stubs, having 
[>een assembled in that position. Each one is securely bolted to 
a roller. The ends of each roller rest in sockets in a trunion which 
is staked to the earth securely enough to stand the severe strains 
which come upon them in holding the tower foot in place as the 
structure is raised. A pole mast is erected, from the top of which 
block and tackle running to the tower give the means of pulling 
the tower to a vertical position by using horses upon a straight- 
away pull. The rope should run from the top of the mast to a 




MoTsble A-mut. for tower ai 



pulley at its base in order that the pull of the team may be applied 
horizontally. The pole mast may give place to the A-mast, 

Without the use of a fixed mast, a movable A-mast is con- 
venient. This will consist of a well-braced A-frame of sufficient 
base spread to allow it to be fastened to the legs of the tower, 
Fig, 104. The two legs of the frame are then fastened as at CD. 
Ropes running from the upper part of the tower, B, to the mast 
top. A, are of fixed or adjustable length. Another rope from A 
continues to another pulley at E, any number of turns being used 
between A and E as desired. The A-mast will move with the 
tower, being nearly horizontal when the tower becomes upright. 
It is necessary to have the angle between the vertices of tower 
and mast not over 90° in order to allow for complete erection 
unless the distance 4 S is adjustable. The distance EC should be 
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very little greater than the radius AC. The legs of the tower 
are braced upon rollers as before indicated and side guys'must 
be used. 

Various other methods are used for the tower erection. 

Back and side guys should be attached to a tower in raising it 
and should be manned and kept taut continuously. They, too, 
may paas through pulley blocks if it is considered necessary in 
view of great tower weight. 

Permanent aide guys upon towers are unnecessary except in 
unusual circumstances. In case of very unstable conditions of 
foundation they may be permitted. It is customary, however, 
to rely upon the tower itself which is designed to give proper 
security. 

Guying forward and backward is frequently practised, how- 
ever, in order to give greater strength to the line if conductors 
should break, giving an unbalanced tension of all cables upon 
one tower. When used it is installed about every five or six 
towers. 

The work of putting up towers is not handled by one gang of 
men, but is found to be easily divided up into several stages or 
steps — the number of gangs required depending upon the type 
of the tower used. Supposing the lines to be laid out, stakes set 
for towers, etc. , the material will be shipped to nearest points and 
hauled out and distributed at the individual sites by one gang of 
laborers. If the towers all are standard with parts interchange- 
able, the sorting of parts is facilitated. With special towers, 
great care must be exercised in making the proper distribution 
of members as well as placing a given tower upon the site for 
which it is intended. In fact, all parts of a tower may best be 
numbered as to the location in the line, thus individualizing it 
from the very first. Even in standard towers, this will avoid 
the likelihood of duplication of parts, etc., in the separation of 
the shipment before hauling, 

A second squad of laborers will dig all holes for the corner 
anchorages. This requires that in setting stakes for the towers 
each corner must be located so that no farther measurements 
need be made by the hole diggers. 

Another squad will set the corner anchors. This gang must 
be under the direction of a man capable of judging the foundation 



..yLlOO^IC 



AERIAL UNE CONSTRUCTION. 115 

value of the soil. Any tendency toward quicksand or marshi- 
ness will demand special care. If no plan of setting the founda- 
tions promises to be successful a last resort may be to shift the 
[josition of the tower. This should be done only upon the author- 
ity of the engineer in charge of the construction, and he should 
exhaust all ordinary expedients to avoid it. Frequently, 
however, a shift of only a short distance — a few feet — may greatly 
relieve the serious features of construction upon quicksand. 
Aa the anchors are set they must be put in accurately at the 
required distances apart, in proper position for fastening to the 
foot of the tower and exactly to grade in order not to tip the tower 
or give it a skewing stress in forcing it into position to insert 
bolts. 

One gang may be used to assemble the towers as far as can be 
(lone without raising any of the parts, that is, with pieces lying 
flat upon the ground. A second assembling gang supplied with 
a little rigging may finish the task. This will include combining 
the parts into a finished tower. They must be fitted, therefore, 
to handle heavy sections, either quarters of the tower or perhaps 
halves. Cross-arms should be added by this squad. 

If insulators are to be attached before raising the tower, 
another small group of men is required for this duty. This, in 
particular, is a job that may be only half done and still look all 
right. Competent and reliable men should be used here. 

The erecting gang constitutes the next division,' and to it fulls 
the duty of erecting and fastening the structure. This is the 
heaviest work of the construction of the whole tower line. If 
two lines are going up side by side in order to carry two circuits, 
independently, the erection of one tower will give a mast for 
the erection of the second. 

The stringing of the conductor by linemen will be accomplished 
by paying it out in full reel lengths. If there are to be three 
conductors upon a tower, all three will be strung out at the same 
time. They may be temporarily supported upon cable rollers 
to allow pulling along and tightening without injuring the cable 
or conductor surface. After being loosely stretched one end of 
each cable is firmly anchored. Tension is applied to the cable 
at or beyond the second tower until it is brought to its proper 
sag and it is then anchored at the second tower. The other two 
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conductors are treated similarly and the linemen proceed to the 
next 8pan. 

In determining the proper sag, several things must be taken 
into account. If the conductor la aluminium, it must be given 
more sag than a copper conductor would require. Temperature, 
at the time of adjusting, height of towers, length of span, and 
relative altitude of towers, all influence the tension applied or the 
sag allowed (see Chapter X). When the amount of sag has been 
determined the conductor is pulled until the dip of the lowest 
point of the span brings it into line with points upon the two 
towers lower than the top of the insulators by the required 
amount. That is, if a sag of 8 feet was to be allowed in a certain 
span, the lowest point of the conductor would come into align- 
ment with two points, one upon each of the two supporting towers 
respectively, each point being 8 feet below the cable groove of the 
insulator. This is a much used method. 

Another and perhaps a little more logical procedure is to pre- 
determine the allowed tension upon the line for the known con- 
ditions. This tension is then supplied through a dynamometer 
and the cable is clamped in place. Here, too, the same features 
will govern in determining the tension as were considered in 
ascertaining the proper sag. It must be remembered, however, 
that the direction of change in altitude affects the pull. That 
is, a certain span upon a heavy grade will have a greater tension 
if it is measured at the upper end of the span than if it is measured 
at the lower end. 

Ties or clamps may be used in fastening the conductor to the 
insulator. A very secure method of tying in an upper groove 
is to pass the tie wire diagonally over the conductor along the 
top groove. Each end of the tie wire is then bent dowaward, 
passed under the conductor, and laid in the side groove half-way 
around. It then takes an upward sweep after passing under the 
conductor around which it is given several close turns in ending 
the tie. This is a very easily constructed tie and has given good 
service. 

Another tie partaking somewhat of an anchoring rather than 
a rigid tying is made by using two separate tie wires at each 
insulator. The first one loops around the insulator head and 
both ends are carried to a point of the conductor at a little dis- 
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t«nce from the Insulator. The tie wire is then twisted about the 
conductor in a close spiral. The second tie wire is similarly 
applied in the opposite direction from the head. 

On the other hand, there are numerous clamps which give 
very satisfactory results. One of these, known as the Clark 
Insulator Clamp, ia illustrated in Fig. 105 which shows the method 
of application. Figure 106 shows a clamp to be used when the 
conductor is laid in the side groove at angles in the line. Here, 
naturally, the insulator is always inside the curve. 



Fic. 105.— Clark atauilard iuiutator clamp. Fin. IDS.— Clark augls iiuulator clamp. 

In using the suspension type of insulator, the successive sec- 
tions are held together by links, short cables of special composi- 
tion, or by special ropes. If the latter can be protected by special 
treatment from rotting out they will probably prove the better 
support, as continued swaying and jarring crystallizes the metallic 
link and weakens it very materially. The links may be closed 
by bolting, clamping, or tying. The conductor is suspended 
from the lowest one of the series by a short link attached to a 
clamp which bolts securely to the conductor itself. 

This type of suspension may be applied in another way. 
Instead of a string of sections pendent from the cross-arm and 
acting as a swinging support, the series may be drawn up tightly as 
strain insulators, the conductor looping loosely below the arm 
and passing to the next span which is similarly supported from 
the further side of the same arm. The former method is prefer- 
able as the latter requires twice as many insulators, affords twice 
the leakage path to ground. Upon curves, however, the latter 
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nictho«l must be used in order to avoid side swinging. The 
practice is to use the first scheme upon sti'aight-away work and 
the second upon curves, or for other special reasons as branching 
of circuits, etc. Even in straight lines, however, the strain type 
must "be installed at intervals or at danger points. The units 
u.ied for these different positions differ in shape, as already shown, 
for weather protection. 

AVhen a line is to be dead-ended, one standard plan is to attach 
it to a strain insulator eet between two cross-arms as shown in 
Fig. 107. This method is good up to about 35,000 volts. The 



£i 



S' 



S- 



Uk*^ 



AH 



Flo. 107.— Pin- 







strain would easily crush an insulator unless caution is observed 
in mounting the insulator upon the pin. The inner surface of 
insulator must make contact with the pin at the point directly 
under the wire groove, thus transferring to the pin by compres- 
sion upon the porcelain the entire strain taken by the support, 
(see Fig. 108). For strains of over 12,000 pounds the pull 
should be divided between two or more insulators, mounted 
either upon the same cross-arms or upon poles, the one set a few 
feet back of the other. 

The link type of insulator very readily lends itself to this 
application of dead-ending. A number of them may be placed 
in scries, thus raising the insulation value to any figure desired. 
A very neat application of these insulators for dead-ending a lino 
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at the power-house is indicated by Fig. 109. The conductors of 
the Sehaghticoke-Sehenectady transmisMion line in leaving the 
power-house pass directly over the river. As the river bank 
hack of the station is steep, the leads run over the flat roof of the 
power-house and are <lead-ended by strain type link insulators, 
two in series. The dead cables run directly to short lattice iron 
poles or stubs set in concrete in the side hill at an elevation ap- 
proximately that of the station roof and continue to anchors in 
the ground. 

The link insulators are inserted just above the back station 
wall and the conductors are connected to the lightning arresters 



FM. IW. — Aiichoriiis the SchBchtiooke-Schenectaily power line at the powor-bouse. 

by pig tails from the live wires running down to the roof. The 
strain met here is only for the one span, however, as upon the 
first tower across the river strain Insulators of the same type are 
used in each direction, with the conductor looping below the arm. 

It has been the general custom to arrange the three wires of a 
three-phase transmission line at the vertices of an equilateral 
triangle. This is standard practice in order to avoid unbalancing 
of the line itself and serious mutual induction with other lines. 
The cause for this arrangement is not difficult to understand, as 
the arrangement of fines is wholly symmetrical in rewpect to each 
other. 

With one three-phase circuit per line, this arrangement is 
generally accomplished by a pole top insulator with two more 
insulators upon opposite ends of a single cross-arm. The spacing 
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between contluctors will thus be adjusted by raising or lowering 
the cross-arm and shortening or lengthening it by proper amounts. 
Roughly, the distances used may be said to be as many feet between 
conductors as tens of thousands of volts. Frequently, however, 
a spacing of G feet will be found with only 40,000 volts, initial 
construction taking into account a contemplated rise in voltage 
at a later time when the demand for power has increased. 

This arrangement leaves the conductors in an open relation to 
each other and each one is eaaily accessible for repairs, A single 
line, being symmetrical, requires no transposition of conductors 
so far as its own power transmission goes. If neighboring con- 
ductors are present the conditions may demand transposition in 
order to avoid mutual unbalancing influences or other inductive 
troubles. Where two three-phase circuits are carried upon one 
pole line or tower line, if it is desired to arrange each in an equi- 
lateral triangle, they may be so placed by using two long cross- 
arms. One circuit is strung each aide of the pole, either one being 
arranged with the equilateral triangle base downward or base 
upward, as is desired. It ia probably preferable to have the lines 
adjusted symmetrically in respect to the pole, as this will give 
more nearly balanced cross-arm stresses. 

Very frequently, the triangles are arranged as two isosceles 
right triangles. In this case, one leg of the triangle is vertical, 
the other horizontal (along either upper or lower cross-arm) and 
the hypothenuse meets each arm at an angle of 45 degrees. 

Again, a single three-phase circuit may be carried upon a pole 
line with all three conductors upon one cross-arm, i. e., arranged 
horizontally in respect to each other. While with the suspension 
link insulator the conductors of two circuits may be carried in 
vertical relationship from the ends of the three cross-arms, one 
circuit upon each side of the tower. 

Wherever the arrangement of conductors ia imsymmetrical 
either because of departure from the equilateral triangle or by 
the presence of two circuits in close proximity to each other, 
transposition of conductors le practised with s view to counter- 
balancing effects. The end sought ia a rotation of conductors at 
certain specified distances along the line. If we speak of the 
three conductors as the top, right and left wires, one step in the 
transposition places the top wii-e at the right, the right wire at 
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the left, and the left wlrn at the top. This makes a one-third 
rotation and must be repcateii twice more to compk'te the trana- 
position. These three steps are equally spaced along the line 
and occur with a frequency sufficient to give complete trans- 
position once in 1 to 10 miles, no well defined ideas of the needs 
being established. Each engineer settles tlie distance according 
to his own judgment. 

If two circuits are used, both are treated alike in the matter, 
staggering the transpositions. 

This one-third transposition may be established without inter- 
position of extra poles; the length of span may be reduced to 
20 or 30 feet; or, with normal span, an extra double pole may be 
used at the mid span, allowing for a one-sixth rotation to this 
point by bringing the left conductor to the top arm with the top 
conductor remaining there shifted to the right a little, the right 
conductor shifting part way to the left. The return to normal 
triangle with base down is made in the next half span, the one- 
third rotation being completed. 

\Mien the three conductors are arranged in one plane, this 
method of rotation cannot be accomplished between two succes- 
sive poles, as the wires would cross. It is, hence, necessary to take 
two spans, the first shift putting the conductors into triangular 
relationship, the second shift going back to the original plane, 
but in rotated position of individual wires. This may be done 
without shortening either span from what it would have been 
otherwise. 

The real necessity for frequent transposition is more noticeable 
in the maintenance of good telephone service along the right of 
way than in any other ways. Even in the one-plane arrange- 
ment of the lines the unbalancing due to non-tranaposition is 
not excessive for ordinary lines. The natural inference is that 
the precautions taken are more effective if they are located in 
the telephone circuit than if they are in the power circuit alone. 
Such is the case. A telephone circuit situated upon the same 
pole or tower as the power circuit should run about 10 feet below 
the latter or even more if convenient. Frequent transposition 
of telephone wires will even then be practised. 

Another precaution that may be observed is to keep the tele- 
phone wires as close together as possible. If they are strung 
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Upon a croaa-arm the placing of a ground wire directly between 
them upon the same cross-arm will be effective. 

The more nearly a line can be enclosed by a conducting system 
or network, the more effectively it is cut off from external dis- 
turbances. In order to protect a line from lightning, the use of 
grounded conductors is recommended. They should be of well 
galvanized or sherardized single-strand iron wire. Barbed wire ia 
short lived. Two wires will afford more protection than one, 
and when used they are placed upon the ends of an upper cross- 
arm. The increased height of installation over that of the line 
conductors makes them more likely to receive the stroke of 
lightning. The fa'rther to the side each wire is, the more suc- 
cessfully it will protect the circuit from accumulated charges 
caused by storms drifting across them. 

When one grounded wire is desired for lightning protection its 
position should be above all other wires. It is best to run it at 
the pole top or tower top. It should then be grounded at every 
third or fourth pole, in the case of wooden construction, or at 
every pole with metallic towers. The latter will furnish, in 
themselves, the necessary grounds unless the anchor stubs are 
entirely surrounded by concrete. In case that the tower is not 
directly in contact with permanently moist earth, it may be 
supplied with artificial ground as in case of the wooden pole line. 

A protective ground must be good compared to the insulation 
of the circuit which it ia to protect. Hence, along the line the 
ground wire need not be supplied with elaborate grounding 
devices. Near the substations, power station, etc., whqre cir- 
cuits enter machines the frames of which are grounded, these 
earth connections are more carefully made and their resistances 
kept low. 

Xo one particular method of grounding has received universal 
preference. One method used is to bury a plate of copper or gal- 
vanized iron deeply enough to insure permanent moisture around 
it, connection being made to it by a grounding wire. Or 10 or 15 
feet of the ground wire itself may be coiled in the bottom of the 
hole before setting the pole. An equally frequent practice is to 
drive one or more pipes into the soil, extending down into the 
moist earth. These grounds, have, however, rather higher re- 
ei.ttances than is desirable in many respects. Moreover, the value 
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of the resistance varies quite largely. Pipew driven in as nearly 
identical conditions as possible will vary in resistance by several 
hundrpil per cent. The individual resistance of one pipe varies 
fully as greatly with change of seasons. The lowest conductivity 
may be expected in mid-winter when the ground is frozen. 
Sudden rises arc characteristics of seasons of thawing or of heavy 
rainfalls. It would aeem that with ordinary conditions the cycle 
passes through is a recurring one as long as the mechanical 
perfection of the setting is maintained. 

When increased conductivity is desired over that of one pipe, 
other pipes may be driven and paralleled therewith. These pipes 
should not be close to each other, but separated by 10 or 15 feet. 
If grouped together, the contact area of iron to ground will Iw 
multiplied, of course, but the area of cross-section of conducting 
earth is not increased by the same factor and the multiple ground- 
ing is only partially effective. 

In order to reduce the resistance variation above noted numer- 
ous expedients have been resorted to. Coke is buried around the 
plate or pipe in an attempt to enlarge the area of contact with 
the earth. Rock-salt is thrown into the earth used in tamping 
around the ground plate or into an enlarged hole around a driven 
pipe, which helps to retain moisture. Setting grounds in 
grassed plots is effective in increasing the conductivity. 

As it is not possible to avoid crossings oi transmission lines and 
public highways, railroads, telephone lines, or other transmission 
lines, extra precautions are sometimes demanded at these points 
in the nature of guards, etc. Where there may be danger only 
of a conductor falling from its insulating support and swinging 
loose, as upon a curve, guard hooks are frequently installed. 
These are simply curved iron hooka placed upon the end of the 
cross-arm and extending upward high enough to catch the wire 
if it is loosened from the insulator. A cradle of grounded iron 
wire and strap iron may be constructed directly underneath the 
high tension lines. If the telephone lines are above, this cradle 
may be placed to catch a telephone line before it falls across the 
power line. It is preferable to have the power line above the 
telephone line at a crossing, as only a few conductors are carried 
uppermost; the power lines are less liable to break than the 
telephone wires. 
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The cradle guard should extend well across the line, road, etc., 
to be guarded and at a height leaving plenty of head room for 
passing traffic — wagon or railway. Eighteen to twenty feet for 
wagon roads is none too much to count upon and twenty-five 
to thirty feet above the rails for railroad crossings. The de- 



Fia. 110. — Safety lius discoimeclaT. 

mands of other companies or corporations are sometimes fixed in 
this respect and compliance with their regulations required, both 
as regards clearance and length of span at crossing. 

The cradles themselves may consist of wire spans supported 
by four sturdy, well-guyed poles. Between these wires are swung 
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cross pieces either of wire or metal straps tied together to main- 
tain proper spacing. 

The guard is sometimes reduced to merely three or four 
parallel wires strung from cross-arm to cross-arm of two poles, 
in a direction perpendicular to that of the power line. 
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The guards or cradles are usually grounded and contact with 
them by the live line grounds the conductor. If the guard is 
sufficiently high to allow plenty of room, dead grounding is not 
a requirement although it is always advisable. 
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Another method of securing safety from crosses, live wires, 
etc., is found by installing in each end of the dangerous span a 
safety disconnecting device. As long as the span is under tension 
the devices hold the wire tightly. If the conductor breaks at 
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any point in the span, the release from tension allows a spring to 
throw out the hook of the device and free the parts from each 
other. The devices at each end of the span act similarly wher- 
ever the break occurs and the dead conductor falls to earth, 



,l.eu.>L.OO»^IC 



121 



ELEMENTS OF ELECTRICAL TRANSMISSION. 



leaving only short enda hanging at each pole. The affair is 
shown in Fig, 1 10. 

High-tension Outlets. — In bringing high-tension lines into 
buildings, a great variety of designs are found. Many of these 
show points of great worth, though, evidently, some of them owe 
their successful operation to lack of severe or unusual conditions. 
Numerous illustrations taken from practice are given in the 
Trans. A. I.E. E. of 1904. Figs. Ill to 118 show some of these. 




Eia. 11&— Hish-teiuioa wbU uuUeta. 

In general, there are points of support for the line both inside 
and outside the entrance. If such is the case, the outer insulator 
and Its croBB-arm will generally take the strain of the first span. 
The wire then passes through the opening in the wail (o) with 
no protection (Figs. 112, 118); (b) through a glass or marble 
plate with or without a small enclosing tube (Figs. Ill, 114, 115); 
or (c) through large tiles, with or without internal glass plate 
(Figs. 113, 116, 117). The outer insulator may be in the open 
or it may be protected by a special roof. 

The weak points of these entrance constmctions have proved 
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to be that wherever glass, porcelain, or other material closely 
surrounds the conductor, the collection of moisture, dirt, etc., 
thereon will lessen its effectiveness. Capacity effects between 
the conductor and enclosing tubes change the electrostatic 
stresses and in some cases hasten rupture. In all cases just 
cited, the insulators are the regular line insulators. The outer 



Fia. 117. — Uigh-teDiiiua wall outleU. 

one is not capable of taking very severe strains. The weather 
protection is not sufficient in most cases, Fig. 118 being by far 
the best in this matter. 

For wall outlets which do not need to be closed on account of 
temperature conditions, it is probably better to leave a large 
opening through the wail. An outer housing, with or without a 
floor, will bo built to keep out rain and snow. The conductor 
will be carried straight out through the opening, down through 
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the floor to a support and away to the pole. The high potential 
conductor of 40,000 volts or over shotdd be increased in size in 
the section passing through the wall. This will, perhaps, necessi- 
tate the use of double insulators upon each aide of the wall, 
allowing for a joint in the conductor between each pair. For 
very high voltages, the use of hollow 
conductors would be good practice 
in order to increase the surface, 
thereby decreasing surface tension 
and lowering losses and, at the same 
time, not wasting copper in the in- 
- terior of a conductor of much too 
large cross-section. 

Where the outer housing is not 
considered sufficient enclosure on 
account of severe weather conditions, 
multiple discs of glass or porcelain 
may be used to close the wall outlet. 
In this case the outer ones may have 
larger openings than the inner ones, 
the intermediate plates havmg me- 
dmm sized holes The outer plate 
will thus protect the next one with- 
out at the same time approaching 
too closely to the conductor The 
inner disc is wholly protected In 
the choice of material for this pur- 
pose, It must be remembered that 
glass is more hygroscopic than por- 

Fio. lis — Hjsh tension wsU outleta. cciain 

It is not ncicbsary to have the outlets in the wall In the 
most up-to-date construction the conductors are admitted 
through the rOof or the cupola. The latter may l)e arranged much 
its in the case of a wall, the housing being an extension of the 
cupola roof and sitle walls, 

A roof entrance is an excellent device. It is constructed self 
protecting as regards rain, etc. Two such are shown in Figs. 
119 and 120. The first one is built up of several open-top petti- 
coats with internal cylinders. It is made of porcelain and 
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weighs 180 pounds. Striking distance is 10 inches.. Line 
potential is 1)6,000 volts. The other illustration is of a two-piece 
insulator with central bronze or copper rod. The insulator 
consists of a long bushing capped by an open-topped petticoat 
insulator. It is made of fibrous material. 



I'lN. I rj.— Hi|h-h)D9iou poccetuia nxif uulluL Fiii. V2U, — HUh-lcngion filwr niuf cmlli't. 

.\nother variation of the riiof entrance is made by using a largo 
lilc capped by special porcelain bushing with a series of 
petticoats. 

The outdoor .wperstmcturc from which the conducting strand 
is le<l to the roof insulator maj' Ixs built of wood or of sti-uctural 
.steel. If it ia wooden, precautions should be taken against fire 
risk. If it is metal, it should tje effectively grounded. 
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CHAPTER V. 
UNDERGROUND LINE CONSTRUCTION. 

There are several faults in aerial line construction which can 
be remedied in part only. There are others which cannot be 
avoided while retaining this syBtem. Sleet storms, already 
mentioned and illustrated in Fig. 54, are in the former class. 
Heavy windstorms are often very destructive, not only directly 
but indirectly by injuries the line may sustain from falling debris 
from trees, roofs, other lines, etc. These troubles are avoidable 
only to the extent that one is willing to add stability by increasing 
first cost. 

Malicious interference, troubles caused by myriads of bugs, 
or by large birds belong to the unavoidable class. Probably the 
foremost objections to the presence of aerial lines in cities, how- 
ever, are the three facts — pole lines are obstructions to traffic and 
to fire-fighting in congested portions of the city and they are 
universally unsightly in spite of all attempts to attain graceful 
curves in construction of the poles, arms, braces, etc. The 
further reality that generally no attempt is made to do more 
than establish mediocrity, except in cost, can leave no room for 
doubt of their undesirability. There would be less objection to 
them if it were possible to construct a line down one side of the 
street, with no guying, no cross-street connections, no service 
spans running at all angles. This end can be reached, in a 
measure, by making ail service connections by underground 
leads, running them from the cross-arms to twisted cables inside 
a pipe attached to the pole, thence into the basement of the 
building served. 

Underground Installation. — To do away with the whole aerial 
system is a very desirable thing in many particulars. Ho satis- 
factory is the i-csult that, in many places, only subtorranoan 
construction la allowed. There is incren.sed cost and also in- 
creased difficulty of maintenance or repair where faults do occur. 
E.\tensions to the system become costly. The building of an 
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open Bubway for stringing wires where they may be reached 
throughout their entire length is an expensive piece of business. 
AVhere the subway may be used for other service as well — 
ateam-piping, freight traffic, passenger traffic, etc. — the expense 
may be justified. 

Small combined installations are sometimee built in this way. 
A covered runway is built, walled with brick or concrete, having 
aa arched roof. The dimensions may be anything from just 
large enough for the cables and pipes at the top with room for a 
man to crouch below and creep from opening to opening to a 
size where pipes may be suspended from the roof by stirrups with 
brackets upon each side wall for the support of cables, feeders, 
or mains, leaving room for inspectors and repairmen to attend to 
their duties without undue obstruction or inconvenience. 

Protection to workmen requires that electric wiring in such 
tunnels be of insulated conductors. Abroad, a very small tunnel 
or trough is often used, being only large enough for the installa- 
tion of the conductors at proper distances. A ditch is dug, 
usually under the sidewalk, and the concrete trough laid. Im- 
bedded in the concrete are iron cross-pieces arranged to hold the 
pins for porcelain insulators. Barewireis installed. The trough 
is then covered, a concrete slab being placed upon it. Earth to 
a depth of 24 inches or more covers the slab. 

The Callender system of installing underground conductors 
provides a concrete bed of sufficient thickness to insure perma- 
nence, upon which cast iron or concrete troughs are laid. These 
in<lividual troughs are large enough for several conductors or for 
only single cables as may be desired. With cast iron construc- 
tion, however, the trough should contain all the conductors of 
one circuit (two or three as the case may be). With concrete 
troughs this is not necessary but it nevertheless is convenient. 
In the troughs are placed small bridges or supports for the con- 
ductors, upon which the cables are merely laid. They are sur- 
rounded by melted asphalt or other bituminous substance which 
hardens in place filling the entire trough and establishing a 
permanent insulation. The bitumen is fluid, however, and 
except for the bridging it would permit the conductor to sink 
slowly till it rested upon the floor of the duct. \ cast iron cover 
(or a slab of concrete) is usc<l for the top which is earth-covered. 
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This gives a solid construction of great durability. It is neces- 
. sary in case of extensions to lay new ducts (Fig. 121). 



The Kdisnn systoni hm l>ooii uwpd a great (ical, but is b«>inp; 
luslallod now only in nio<lified form. The conductors wci-e 
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insulated from each other by ropes and the bundle slipped into 
an iron tube. The tube was filled with an insulating conipountl. 
Kach tube length was a complete unit in the system. Coupling 
l>oxe8 were required at each junction and branches were arranged 
hy three-way or four-way junction boxes. Where a general dis- 
tribution occurred, there was used a special construction. A 
cyhndrical distributing box was supplied with bus rings for con- 
nection to the mains. From those bus rings ran out the service 
lines, including positive, negative, and neutral and even pressure 
tcires by which the voltage might be read. 

The mains were laid directly in the soil about 30 inches below 
the surface. Service boxes were located at convenient intervals 
where service connections could easily be installed. 

Where now used, this system is better fitted for the distributing 
or service section of the installation than it is for the main trans- 
mission of large amounts of power or of anything but low 
voltages. 

Standard American practice of the day makes use of tubes 
or conduit into which the conductor is drawn after laying. One 
of these is a thin sheet-iron tube with a cement lining. This 
gives a smooth interior for drawing in the cable. The thin shell 
of iron does not last very long, but after its destruction the cement 
will remain as a protection. 

An inversion of this type is that in which a thin tube of iron is 
surrounded by a bed of concrete. The number of such tubes 
installed may be varied, concrete walls between them being of a 
thickness about equal to the radius of the tube. The outer plank 
casing is frequently left upon the concrete as a mechanical pro- 
tection against interference from workmen in digging ditches. 

For several years, the most approved practice has been to 
use some form or other of day conduit. Its life is such that no 
account need be taken of deterioration except from weakening 
of joints or destruction by accident or carelessness. The body 
of the conduit consists of well-burned clays, thoroughly vitrified 
and glazed. It is made in single-duct or multiplc-duct form, 
as will be seen in Fig. 122, by means of which any combinations 
may be secured. Clay conduits were originally used only in the 
single-tluct form. It is octagonal in shape, externally, with a 
circular opening. It is laid in such a way as to break joints, 
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successive layers renting directly upon former layers (Fig. 123.) 
A cement mortar binds the mass together. The imlivitlual 
joints are made, as in the case of multiple-duct conduit, by taping 
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with burlap and cementing. A mandrel is inserted at the joint 
to insure alignment, and also to keep particles of cement from 
entering during construction, A later improvement of this tj-pe 
makes use of self-aligning units. This end is attained by manu- 



— LayiDg nmgle-duct 



factoring the two ends, the one with a projecting lip all the way 
around, the other with a corresponding cavity. With this, no 
mandrel is required, though it is generally used as a precaution; 
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thf joint is more quickly romplol.cd and it is bcl.tor allfpied. 
This makes a smoother interior when liamlling tlic cnblc, .1 
dcfi<lc<l pain. The aelf-alipiing conduit and the form of mandrel 
used with it are shown in Fig. 124, The mandrel is of wood and 
is 30 inches long, a section of conduit being 18 inches long. The 
mandrel has a special socket end for grasping the pull rod when 
the latter is extended through the last laid section of conduit to 
pull the mandrel forward. This forward pull will then clean out 
all foreign matter in the tube. 

Whenever a number of ducts are required, it la cheaper, more 
expeditioua, and more solid in construction, to use multiple 
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ducts of two, three, four, six, or nine compartments, or combina- 
tions for the result desired. Two-duct and three-duct units are 
of standard length, 24 inches. Four, six, and nine-compartment 
conduits are 36 inches long. Special lengths are obtainable for 
use in breaking joints, entering manholes, etc. 

Table XIX gives the manufacturer's data upon one group of 
con<luita known as the Standard Vitrified Conduits. 

The openings are round or square as desired, although the 
square opening is much to be preferred. There is less friction in 
drawing in the cable with a flat bottom opening. The cross-sec- 
tion of a square duct may be more nearly filled, as it is especially 
difficult to draw a second cable into a round duct because the 
tendency for the first cable to coil is so great. Even when a 
second can be drawn in the friction is much increased and may 
injure the sheathing or insulation. The entrance of a third 
cable would generally be absolutely impossible. 
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Table XIX.— Data on Standard Vitrified CondtuL 
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Round 






With square oponingB this spiral coiling in <ipp08e<l by the shape 
of the walls. Not only, then, can the square hole be more nearly 
filled, hut it is of a grpater area of cross-section to start with for 
the same outer dimensions of the duct. 

The trench dug for laying conduit shoiild be of such depth 
that the completed installation may be covered with 24 inches of 
soil. They should be laid out in as nearly straight lines as pos- 
sible and when finished are graded to street slopes if this allows 
a proper drainage toward the outlets. Any interference of other 
subterranean piping, as of gas, water, sewers, etc., should be 
avoided by preliminary design, when location of these are obtain- 
able from city or operating company. Where this is impossible, 
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due to iiicomi)lptc rnnnis, si>pci«l lonKlrurtion or i-hangos fioiii 
the original grades will need to be niu<ie after work has developed 
far enough to furnish these data. Piping uncovered during con- 
struction .should be braced and supported carefully to avoid injury 
and consequent damage claims. Depending upon the nature of the 
soil, shoring may be necessary to prevent caving in or pumping 
may be necessary to keep water from standing in the trench. 

Where ditches interfere with traffic, crossings should be estalv- 
liahed of a substantial and safe character. These may be of a 
portable type, to be shifted from one place to another as desired. ■ 
The foundation laid is best made of concrete. A 1 : 3 : 5 mixture 



Flo. 125. — Eitemal kei- type of conduit. 

of natural cement, sharp sand and gravel, or small-mesh broken 
stone is suitable for this purpose and should be laid in lengths 
of over 100 feet at one time. The bed should be 3 or 4 inches 
deep ami of a width depending upon whether aide concreting is 
t« be used. If not, the foundation will be of the same width as 
the conduit. With side concrete, it should -extend about 3 
inches beyond the conduit line upon each side. This should be 
laid 24 hours before conduit is placed upon it. 

The conduit is then laid, using short lengths at the start, in 
such a way that adjacent tiers break joints. When laid end to 
end the conduits should fit squarely and be in perfect alignment. 
The dowel pin holes or key ways must correspond to each other 
accurately. There are two ways of keying successive lengths into 
alignment. In one method there are dowel pin holes placed in 
the ends of conduits in the center walls. The other makes use 
of slots of square cross-section placed cornerwise in the external 
l)ody just opposite each inner web or partition. These slots are 
open and one corner of the key used will extend to the sui-fnce 
of the tile. The construction can be seen in Fig. 125. 

The latter type has certain advantages. A key may he easily 
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inserted in the rxtornnl walla while difficulty is cxperiencod in 
inserting it in a partition ami putting in place the secoinl cdnduit. 
In removing a broken section of a completed system for repairs, 
as may occur before the cable is drawn in, the dowel-pin type 
must be spread at the joint enough to permit sawing the pins or 
the section must be demolished with danger to adjacent sections. 
The new section cannot be held by dowel pins. 



The external key type has a lug in each slot which keeps the 
key from entering one slot too far and leaving only an inch or so 
in the other section. This lug is easily removed by a light blow 
upon a chisel. The key is then slipped back into the slot, the 
other keys similarly manipulated, and the section is removed. 
j\ good section replaces it and the keys are slid forwartl into each 
end and holds as firmly as before. 

WTien the conduits are thus assembled with pins or keys, 
a C- or 8-inch strip of burlap having been placed under the joint 
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is wound around the joint to prevent any forelpn material from 
entering, and a seal of cement mortar is applied. As the conduits 
are roughened near each end, the cement adheres and holds 
firmly. This makes the joint practically water-tight. 

Hctention of alignment depends, however, to a great extent upon 
these dowel pins or keys. It should be noted, therefore, by the 



Fid. 127.— Laying multiple-duct conduit. 

inspector or foreman that two are inserted at each joint. The 
omLision of the pin will greatly facilitate work of laying and a con- 
stant watch b neeesaary to insure proper insertion, especially 
where some effort is required or trouble experienced in placing 
them. 

Successive layers of conduit are laid at the same time (Figs. 
12C and 127) it not being advisable to wait for lower layers to set 
before putting on the upper layers. The cement mortar applied 
to each joint is not sufficient to lend much strength to the joint. 
Consequently, if it is allowed to harden and is then disturbed 
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by the placing of more rondiiit, it will bo crarked or loosened and 
will fail to oxclude iiioistui-e. When the conduits are in place, 
the (iirle walls of concrete are tamped in, grent care being taken 
to avoid displacing the conduits in either direction. These walU 
should be at least S inches thick. It is not universal practice to 
use the complete shell of concrete. Frequently the side walls 
are omitted, simply laying the foundation bed and adding a top 
layer after the conduit is in place. In this case, the earth filled 
in at the sides must be very carefully tamped. It should be put 
in before the concrete topping is laid. Whether side walls are 
used or not, there should be this top dressing or concrete slab 




Fio. 12S. — SectioM of radial conduit. 

of about 3 inches thickness to extend to the edges of the walls in 
the one case, or of the conduit in the other case. It is from the 
upper surface of (his cap that one should measure in allowing for 
the ■24-inch filling of earth. 

Wliile curves are to be shunned, especially if of short radius, 
there may occur instances where they are unavoidable even by 
changing the grade for a considerable distance back from the 
obstruction met. In such cases, the regular conduit construc- 
tion is slightly flexible. In laying successive lengths, there may 
be a small bend made at each joint. Where this is not (juttc 
sufficient special conduits are available of various lengths, cut 
at different angles, A few aiu-h are shuwn in Fig. 128. 
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Sometimes curves may be avoided by the installation of a 
manhole at the point in question. 

There are fiber conduits on the market also. Some of them 
are especially fitted for particular service. In selecting from 
these for regular conduit work there are several things to consider. 
Ivo fiber can compete with clay in respect to insulation qualities, 
fire resistance, life, etc. But, generally speaking, fiber can attain 
very high values in these points and, in turn, out-point clay 
conduit in other matters, as weight, jointing, curves, etc. This 
makes the use of fiber permissible. 

Tabl« XX.— Onagebu^ Fiber Conduit Dimensions and Weights. 






I Socket jo 
Sockot jo 
Socket jo 

Slwve jo 

Sleeve jo 

Sleeve jo 
Sciw 



Fiber conduit is made in various sizes, from 1 inch diameter 
to 4 inches diameter. The duct is cylindrical and the walls are 
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from 0. 125 toO.5 inches thick, depending upon the method to be 
employed in installing it. Because of this thickness of shell, 
and its intrinsic lightness, it is made in 5-foot lengths for standard 
work, except in the case of the very smallest sizes which are 25 
feet long. Data are found in Table XX. There are three types 
of joints used in the heavier conduits, socket joint, sleeve joint, 
and screw joint (see Fig. 129), The socket joint is 0.375 inch 
long and is made by inserting in the turned socket of one conduit 
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Fig. 12D.~Typea of fiber conduit. 

the correspondingly turned tongue of the other conduit. This 
length of overlap is sufficient for exclusion of mortar, dirt, etc., 
and gives a fairly water-tight joint. It is generally laid upon a 
3-inch bed of concrete. Parallel ducts of the same layer are 
spaced at 0.25 to 0.6 inch, being separated by the wooden teeth 
of a comb-shaped rack (see Fig. 130). Upon this and between 
the ducts is laid a concrete filling to a depth of about 0.5 inch. 
The stone used in this concrete must be small in order to allow 
for properly working it into the interstices. Gravel is very 
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satisfactory. The successive layers are then added, being laid in 
exactly the same manner. Topping the upper tier will be a 
concrete layer about 3 inches deep to serve as a guard against the 
pick and shovel in case of later excavations. No special lengths 
of the straight conduit arc manufactured. This is not necessary 
because of the ease of cutting to measure wherever such lengths 



Fra. IW. — Laying fiber conduit. 

are roquiretl. A small, Hpecial, hand-power lathe is used for 
thia purpose, the cutting and the turning and fitting of the new 
joint being all accomplished in a few minutes' time. Instead of 
turning a new joint upon the cut ends, n sleeve joint may t>t' used. 
This sleeve joint is also used for regular work. The conduit 
ends meet squarely, a collar or sleeve having been slipped over 
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one .section is aclvant'ed to cover the joint. The sleeve is Z inches 
long, a 1 . 5-inch lap upoa each section being conaidered sufficient 
for all purposes. This type is laid similarly to the socket type. 
A striew joint is made for use either with or without concrete 
envelope. This conduit. is a little thicker walled than are the 
others owing to the depth required for cutting threads. The 
joining is done by a threaded collar into which both sections are 
st-rowed by hand. A liquid compound is applied to the threads 
before inserting which hardens and seals the joint. 



A conduit of thickness reduced to 0. 12.5 inches has been given 
the trade name of Linaduct. Aa its name implies, it is always 
used for lining concrete ducts and ia embedded in much the same 
manner as is the sleeve type, 

T-joints, crosses, caps, reducers, etc., are available for con- 
struction, as are also two-way, three-way, and four-way juiit-tion 
boxes or service boxes about 8 inches high and having a chamber 
of about 8 inches diameter (Fig. 131). 

The interior of fiber coniluit is especially smooth and regular. 
No offsets can occur at the joints and no concrete can enter. 
The material is tough, strong, and durable. It ia incapable of 
maintaining combustion, continuing to burn only in an electric 
arc. Remaining 192 hours in waler, the weight increased by 
about 4 per cent. Its low absorption taken together with its 
chemical stability in the presence of acids, alkalies, etc., will 
give the conduit long life in underground work. In the high 
potential test a regular section of 0.25 inch thickness punctured 
at a little less than 30,000 volts when dry and at about 23,000 
when soaked in water for 48 hours. 

Compared with other conduits, fiber is much the lightest and 
most easily and expeditiously handle<l. Freight and haulage 
are therefore low per duct foot. The conduit is quickly and 
securely laid, no wrapping of joints being necessary, and work 
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fia, 162, — Concrete rannbolo. 
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progresses rapidly. Breakage is reduced to a minimum, being, 
upon an average, less than 1 per cent. Broken or crushed sec- 
tions may be cut and the undamaged part8 utilized. The space 
occupied by this type is somewhat less than for clay and there 
is a saving in excavation. 

Manholes should be established at intervals of about 300 feet. 
This corresponds to a city block in many localities and is departed 
from in either direction in order to place manholes at streets 
intersections. With long blocks or crooked streets, an extra 
opening at the middle of the block is advisable. They are con- 
structed of brick and concrete, or reinforced concrete alone. 
They should be 5 to 8 feet deep and with sides 4 to 6 feet high 
before arching. They may be square, oblong, octagonal, or oval, 
as best suits the situation. Square corners are hard to turn 
properly with cables, however, so the other shapes are most 
frequent. A good concrete construction is shown in Fig. 132 
for three-way service. This illustration is taken from a publica- 
tion of the H. B. Camp Company. The concrete floor should be 
at least 6 inches thick. The walls are 8 inches thick. The main 
inside dimensions are 7 and 8 feet. The general shape is a dis- 
torted octagon. The floor is laid so as to drain toward the center, 
where a screened opening in the floor is left. This will be occu- 
pied by a sewer connection. A back trap should be inserted in 
the drain pipe to prevent overflows from the sewer. 

At the cable entrance the concrete walls should be rounded off 
to prevent abrasion of the armor or insulation in passing it over 
sharp corners. 

The roof is flat, being supported by I-beams or channel beams. 
An arched roof is wasteful of space and requires deeper setting 
of the floor in order to obtain the same wall space. The thickness 
of the roof will be 10 to 14 inches, depending upon the dimensions 
of the chamber. 

If desired, with the use of I-beams, arch blocks may be used 
in roofing. These do not rise high enough to cause any difficulty. 
They are of hollow tile, arc light, strong, and quickly placed. 

(■ast iron covers upon a cast iron frame set in the concrete roof 
will close the manhole. This cover is at street level and takes 
directly the weight of traffic over it. The opening is about 30 
inches in diameter. If a two-way manhole is desired, the 

l,j,u._.u.>LtOO^Ic 



UNDERGROUND LINE CONSTRUCTION. 147 

above design could be narrowed down making it symmetrieal to 
a center line, each half being like the left hand part of the 
figure. For afour-wayconnection, it would probably be widened, 
each half partaking of the nature of the right hand half, or even 
becoming a regular octagon. 

With brick walls it is preferable to UBe a vitrified glazed brick. 
The walla should be 12 inches thick and carefully laid. The 
floor and the roof will be laid in much the same manner as before 
described, as they are of concrete. The outside of the walls 
should be plastered with a good cement mortar. 

As soon as the construction is complete, the ducts should be 
Todded. This consists of inserting jointed rods, connecting it 
section by section (see Fig, 133) , and pushing it through from one 




Fla. 133. — Conduit rod couitliiic. 

manhole to the next. A wire or rope is attached to the end of 
the rod and pulled through to the second manhole, the successive 
sections of rod being disconnected as they are pulled out of the 
duct. Then a wooden mandrel is drawn through. It is about 
a foot long and is slightly smaller than the duct opening. This 
is done to insure an opening of full cross-section throughout and 
aid in removing any possible particles of concrete, stone, etc. 
It is sometimes followed by a steel brush. 

Attached to the last cleaning instrument used is a long steel 
wire which is left in place in the duct for the purpose of pulling 
in the conductor when it is to be installed. 

This redding is done by the contractor, as it is his test of free- 
dom of the duct. It should not be delayed till installation of 
cable is desired, as any obstruction will mean delay of work. 
It should be done after each section is complete from one man- 
hole to the next, including covering. This will show whether or 
not the tamping of earth or concrete about the conduit has dis- 
placed any of the sections and broken the joints. With multiple 
duct conduit the satisfactory passage of mandrel in one or two 
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dutta of each tier is not enough. Kath duct must be rodded, 
anyway, in order to put in the drawing-in wire and it should be 
given the same clearance test as the first duct is given. 

Interior construction of the manhole varies from elaborate 
provisions for carrying the cable to none whatever. Side 
brackets are sometimes attached to the walls and support cable 
racks. A simple and sturdy form of these is shown in Fig. 134. 
They may be obtained with spacings between racks of 6 or 8 



Fic. 134.— The Cope cabio rack. 

inches, and spacings between cable centers of 3 or 4.5 inches. 
They will support from 500 pounds to 1000 pounds each. 

The weakest point in the high potential underground system 
i« the manhole. The cables are insulated, lead covered, and 
isolated in the conduit ducts. But, upon entering the manhole, 
thoy are massed about the "walls, carried upon racks or insulators, 
and are in dangerous proximity to each other if trouble once 
occurs. The result often is that, as soon as the arc starts, in 
such a location, all of the cables passing to the manhole are 
affected, being firoiindcd or iierhiips destroyed. 
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A more recent tlevelopment which is useful in such inatalhi- 
tionn makes use of a special terminal conduit fi)r the manhole 
entrance. It is flaring in shape with much thicker walls ami 
partitions at the open end. This serves to separate the cahlps 
somewhat from each other. The conduits themselves may be 
separated, further increasing the distances between cables. 
Figure 135 shows the idea of this, as well as illustrating the special 
terminal conduit. To complete this construction, slate shelves 
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may be placed around the entire wall upon the level with each 
duct. The cables coming out upon these shelves are bent to one 
Bide and are wholly supported by them. Figure 13(i shows how 
the shelves separate successive layers of cables from each other. 
When it is desired to further protect from each other adjacent 
cables upon the same sholf, a veiy flexible and handy construc- 
tion is provided for by the use of short length single <luct conduit 
(vertebne) split for assembling. The lower halves are placed 
first by simply lifting the cable and slipping the half vertebra into 
place. The upper ones are then put on as a capping. They are 
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of the aelf-centering type bo that successive sections hold align- 
ment and the whole cable is protected. Moreover, the longitudi- 
nal splitting of each vertebra is accomplished in such a way that 
the two faces of each piece are not in the same plane and the 
upper half seats firmly upon the lower half. The details of the.se 
vertebra; and their assembly and use are shown in Figs. 137 and 
138. 

When the Ediaon tubes are used, the service linos may be 
taken off at intermediate points along the line. In fact, wher- 



Fia. 136. — I'sbk suiiporl in uuuihalei. 

ever a junction box is necessary — that is, at any joint — a service 
box may take its place and leads go therefrom to the customer. 
When clay conduits or fiber tubes are used, thia is not an eco- 
nomical way of installing. 

In the latter case, service mains are run from the manholes 
through service ducts of single tube conduit. These conduits 
are laid as an upper layer upon the regular conduit, if desired. 
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They lead to aprvk-n boxes aloiip the line hetwoeii manholes, 
and from these points the eustomcr's lejwls mo taken. Huxe^ 
are spa<;ed at from 100 to 2(X) feet. 

The service boxes are, in a sense, small manholes. They are 
constructed in much the same manner, but are only about 
3 feet square and deep enough to reach the bottom of the service 
conduit. Three-inch flooring and 6-inch walls are sufficient. 
The same precautions must be taken against entrance of water 
through walls as are practised in manhole construction. In 



Flo, 137.— Detaib of vertebral mnduit. 

draining, however, the floor is level with the duct and hence, 
with a proper slope, the service boxes and the ducts also will 
empty into the manholes, which, in turn, drain into the sewer, 
as before indicated. 

Ventilation of all subterranean passages and openings is 
necessary. Workmen cannot remain in the manholes, if gootl 
air Ls not provided. But even when work is not in progress, 
precautions of some nature must be taken or there will be a 
gradual accumulation of gas in the chambers from leakage of gas 
mains and sewers through the surrounding earth. When such 
an accumulation has occurred, a destructive explosion is immi- 
nent. The gas may be fired by arcs between cables, electro- 
static sparks, a workman's lantern, a lighted pipe, or any one of 
many possibilities. The destructive effects sometimes are well 
nigh incredible, 
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This voiitiliUion may !w acconipliwlioil liy iiiojins of iialitral 
(Inift provided l>y i^loping the con<luit betwcfii mniiliolcs ami 
leaving open vents in the manhole uiivcr. A more reliable 
method is to force ventilation, although this Is not always 
necessary. By sealing the manholes by double covers and forcing 
air into the passages, a pressure slightly above atmospheric 
pressure may be maintained without great loss. This estab- 
lishes an outward pressure which overcomes the tendency toward 
gaa accumulation. 



Fio. 13S.— Install lot Lcin of vcMrl.ml londiiit. 

Drawing-in the cable is a step in the construction where mu(;h 
damage may be done without immediately recognizing it. 

The cable ways must be smooth and regular, with no burrs 
or blisters upon the conduit, no concrete lumps projecting 
inwardly at the joints, no sharp turns or bends, no offsets. 

The presence of these faults will prove injurious to the lead 
sheathing of the cable by scratching it or marring it and lowering 
its value aa a protection against moisture absorption by the 
insulation. By far the majority of breakdowns of cables can be 
laid to this cause. The .sheathing may be injured even before 
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ctitt'ring Ihc duct by incautious hiiitdliug ua it i» lend inti) the 
itmnhulc. 

When ready to install the toiuluctor, the spool upon which it 
Ls wound should be mounted upon an axle in such a position 
above the manhole that the cable leaving the spool will descend 
without much bending into the manhole. Here it should be 
palmed around a large drum of sufficient radius to avoid straining 
the lead sheathing or the insulation. From this it will enter the 
duct where a workman must guard it from injury by abrasion. 
The rope or wire left in the duct for this step is attached to the 
end of the cable and they are gradually pulled through the duct. 
The drawing-in rope is wound upon a windlass drum, the force 
being exerted by workmen. This is more easily and quickly 
controlled in case of accident than if horse-ipower ia used. The 
windlass is placed in or above the second manhole and the ducts 
are thus filled successively. 

If it is desired to place two cables in the duct, a second leading 
in rope should accompany the first cable into the passage to do 
duty after the removal of the original rope. 

Electrolysis. — Underground cables drawn into any conduits 
are always lead covered, because this metal is not chemically a 
very active substance. So far as chemical corrosion goes, it is 
therefore quite satisfactory. It is easily injured by electrol- 
ysis, however. If stray currents from railway lines are present 
in the earth immediately surrounding the duet, or if induced 
currents are found there, at whatever points the lead cable 
sheath is grounded, there may be currents entering or leaving the 
metal for the earth. These grounds may be due to moisture in 
the conduits at the joint, broken conduit walls, foreign matter in 
the duct, etc. The passage of such a current into the metal and 
its acting as a conductor cause no injury whatever. But at a 
later point the current must again leave the sheathing and here 
the lead is attacked and is carried away. Continued action of 
this nature will render the lead covering of no value, the insula- 
tion will deteriorate and the conductor will become grounded. 

Contractor's Duties. — Contracts for the laying of an under- 
ground system usually state that right of way ia to be secured 
by the company while the contractor will obtain whatever other 
permits are necessary. The contractor will furnish all materials 
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except t'onduitM, manhole and sprvico !)ox cnstintts, and racks or 
shelving, I- or clinnnel-beaniH. HIh responsihilily should cover 
proper street guards, bridges, repaving, quality of materials, 
street obstructions at fire hydrants in drainage, etc., damage to 
materials or to outside parties and property. His work should 
be definitely stated in detail and he shoukl give bond. 

The engineer for the company directs the order of the work, 
the location of the system, manholes, service boxes, etc. He 
inspects material, passes judgment upon workmanship, celerity 
of work, and any alterations found to be necessary. His author- 
ity is to be recognized by the contractor. 
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CHAPTER VI. 
SWITCHBOARDS AND PROTECTIVE DEVICES. 

Switchboards. — The evolution of present electrical engineering 
practice is nowhere more strikingly exemplified than it is in the 
tlevelopment of the modern Bwitehboard. 

No thought was given to controlling devices or protecting 
devices until the matter was thrust upon the engineer. The 
first installations consisting of small low voltage units used for 
distribution of current to short distances demanded only little 
in this direction. Generators placed near the walls were wired 
as simply as possible. The leads would run to walls or ceiling 
and were carried upon glass or porcelain knobs. The switch in 
the main line might be upon the frame of the machine itself 
(Edison bipolars). A line switch might be placed upon the wall, 
being a second switch in the series or being the only one in the 
line. Field switches were similarly placed. The wiring was 
open and ran as directly as possible. Where meters were in- 
stalled, they were grouped upon the wall with the switches. 

As machines increased in size and in numbers, the massing of 
suitable switches and instruments upon a wall became very 
troublesome. Conductora had to be carried under and over 
other conductors. They looped about instruments or passed 
them in close proximity. They interfered with each other and 
with the switches, etc. Meter readings were erratic and unreli- 
able. Partial relief from these troubles was afforded by moving 
the supporting frame or wall out from the wall of the building. 
A special wooden panel was constructed allowing the wiring to 
l)e done in its rear. Wires passed to the switches between the 
slats of the frame-work and no holes were needed for the con- 
ductors. .\ll machines installed were isolated, no paralleling of 
generators being practised. Each unit, then, consisted of a self- 
excited generator demanding certain switches, or a separately- 
excited generator where generator and exciter were independent 
of ail other generators and exciters and demanding their in- 
dividual switches. 
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The rack switchlKiartl haw been extensively used, but in later 
pra(iticc this skeleton form has been 
abatiduned for the original solid panela 
with drilled holes for conductors. The 
wooden construction, which in time be- 
came very ornate, gave way to the 
uae of other materials not combustible. 
Slate, marble, etc., were used and re- 
main the foundation for supporting of 
switches today. Large slabs of the 
slate or marble were cut and fitted 
together. Frames surrounded the 
whole and holes were drilled wherever 
it was desired to mount instruments-, 
etc. They were bulky, inconvenient, 
and inelastic. 

Still further progress has brought 
into use the paneJJe*! slate or marble 
board supported upon angle iron frame- 
work or iron pipe framework. Aa 
satisfactory construction as any for 
general work may he taken as slate 
body with "marine" (oil) finish, a dull 
black surface, the framework being 
made of iron piping. This gives a 
finish which is easily maintained in 
proper condition and is equally easily 
matched for extensions. It is a good 
color and lends'itsclf well to the general 
effect obtained with the assembly of 
instruments, switches, etc. There is 
no glare of reflected high lights in the 
eyes of the operator or attendant. The 
use of iron pipe frame insures ease of 
assembly, as there are no bolt holes to 
rid. LHB.— Typitfli oitemoting- be accurately placed, etc. Low cost 
is attainable and rigidity Is not sacri- 
ficed. The yoke fittings allow accurate adjustment and also 
flexibility or ease of alteration, if it becomes necessary. A typi- 
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(■ill alternating-current panel is shown in Fig. 139 and a modern 
railway board is illustrated in Fig. 140. Another departure, 
called the benchboard, ia that shown in Fig. 141. A board is 
sometimes broken up into separate sections with apparatus in- 
stalled upon posts or pedestals. It is then calletl a pedestal board. 
The introduction of the practice of paralleling machines, 
grouping them upon common bus bars, the demand for intcr- 
changeability in operation of generators or of exciters, the use of 
protecting devices in the circuits, all tended toward the standanl- 
ization. of switchboard practice. Despite the difficulties, this 
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tendency has produced very decided results and current practice 
can be divided into two classes. The first of these is the direct 
control switchboard, in which the switches, rheostats, etc., etc., 
are all controlled by hand from the single switchboard consisting 
of assembled units. The second class is the remote control 
sintchboard. As its name implies, all main circuit apparatus is 
displaced from the switchboard to varied distances anil is con- 
trolled mechanically by levers, rods, gears, etc., pneumatically bj^ 
compressed air store<l in tanks or electrically by motors, solenoid 
coils, relays, etc., operated by low voltage circuits. In both 
typos, certain standard dimensions have been adopted, the board 
being divided by vertical lines into pandi and the panels by 
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horizontal lines into two or three parts. Manufacturers have 
thus been enabled to arrive at the beginning of standardization. 
Owing to the unending variety of conditions of station lines and 
service, to say nothing of individual preferences of engineers, 



Fig. Ul.— Benchboard. 



switchboard practice cannot he wtandariiized in the same sense 
as can other features of engineering construction. In all cases, 
however, the detail of its eonntruction should be worked out 
before the station plan is fixed upon, in onler that due account 
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may be taken of any ducts, passages, chambers, etc., to be placed 
under the floor, supports and braces running to floor and walla, 
spacing of floor beams, design of foundation supports, and accom- 
modation of all devices used. 

Choice of type of control will necessitate striking a balance 
between high cost upon the one hand and inconveniences and 
risk of injury upon the other hand. Some of these refinements 
and devices have become absolutely essential in the important 
work of today, where, a few years ago, they were considered as 
optional if not superfluous. This is due to increased bulk of 
power handled, increased intricacy of circuits, etc. 

The simplest conditions met in transmission of power- is the 
case of the single generator-single line. They may be single 
phase, two phase, three phaae, or direct current. The switch- 
board for this service will consist of a single panel with switches 
thereon as well as meters or apparatus controlling these devices. 
This is known as a wni( type of control, for to a given generator 
corresponds a given line. When a transformer is interposed 
between the two, the type is still unit. With increased number 
of such installations, this construction may be duplicated for 
each, and panel after panel added to the switchboard to accom- 
modate them. The increase in number of machines, if they are 
run wholly independently, will not increase the reliability of any 
one line. The service is just as subject to interruptions as it was 
before. Consequently, the units arc generally tied together by 
leading to certain points common to the hke circuits. These are 
known as bus bars (from omnibus). They consist of heavy con- 
ductors or heavy bars, generally of copper carried upon insulated 
supports and being of sufficient length to accommodate all con- 
nections and to avoid long connecting leads. When installed 
behind the switchboard, they reach the full length thereof. 
There are two places for making this parallel connection, namely, 
between the generator and the transformer (low voltage bus bar), 
and between the transformer and the line (high voltage bus bar). 
Bus bars are used in other parts of station wiring also to simplify 
and aid in transferring and to connect equalizer leads. These 
are called transfer buses and equalizer buses. 

The types of switches available for this work are innumerable, 
but they may be cla-sscd a.s plain disconnecting stcilches, opening 
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under no load, and circuit breakers, opening under load. They 
are air break and oil break, either type being non-autonuiiic or 
auiomatic. The automatic as desired will act instantaneously, 
after a definite time haa elapsed, or, being set for a certain time 
limit, its action will require a time inversely proportional to tho 
demand made upon its carrying capacity. In regard to the time 
element required these are known as instaiilaneoux, tivie and 
inverse lime. This time limiting is preferably introduced through 
relays. All switches which open automatically under load, 
including both air break and oil break, are called circuit breakers. 




Fio. 143.— l-T-E circuit bleaker. 



The simplest switch is the knife blade switch in which the blade 
engages between two clips. This draws an arc between copper 
clips and switch blade and injures each if a large current is slowly 
broken. To avoid this, quick-breaking switches are designed for ■ 
the lower currents and circuits of low inductance and carbon- 
break switches for heavier currents. In the latter, the last point 
of contact occurs l>etween two carbon blocks An arc will not 
be long maintained there. When copper contacts must be of 
large area the multiple knife blade switch frequently gives place 
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to the laminated end-bearing switch in which the blade ia con- 
structed like a laminated brush and is bent ao that the ends seat 
upon two flat copper faces. Owing to the magnitude of the cur- 
rent carried by these, they are generally of the automatic type. 
The general principle of this scheme is quite well shown also by 
Fig. 142 of the I-T-E circuit breaker. The laminated bridge, B, 
rests upon contact plates A and C. Above A, are shown two 
contact points paralleling the main contact, the upper one being 
carbon-faced and opening last. The trip coil shows at D and 
adjustment is made at P. 



1. with overtoad »nd loir- 

.\ later type of breaker made by the General Electric Company, 
for use on direct current or alternating current circuita ia of the 
general type shown in Fig. 143. The particular form ahown is a 
triple-pole breaker with automatic release for low voltage as 
well as for overload. 

Any automatic devices are available, including low voltage 
release, high voltage release, overload trip and no load trip. 

The low voltage release is operated by a potential or shunt 
coil, while the overload or underload protection is secured by the 
use of current or series coil. The main features of this circuit 
breaker in its varied forma are a laminated brush with end con- 
tact for the main circuit and the first opening; special infusible 
metal terminals easily replaced for a secondary opening; carboii 
terminals for a third and last opening. 

When, upon the air-break switch or circuit breaker, there have 
been placed terminals of a material not easily affected by the arc 
11 
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drawn and not conducive to the maintenance of an arc, and 
when a magnetizing coil has been arranged to blow out this arc, 
little more can be done to aid in its interruption of the circuit. 
The result is that for high voltages, long arcs are drawn and the 
opening of the circuit is not positive and prompt. By interpos- 
ing between the switch terminals some suitable fluid heavier 
than air, additional effectiveness is attained. The most suitable 
substance found is oil. This ia the raison d'etre for the oil break 
switch or circuit breaker. 



Flu. H4. — Triple-polo, Uouble-UirDW oil switch, remole oontml. overkMul releuac. 

The oil switch is built in sizes ranging from those used for 50 
luiippres at GOO volts to those used upon the largest power lines 
of highest commercial voltages. In the low voltage types, the 
single- double- or triple-pole switch dips into a metal tank fillcil 
with oil. The tank may be divided into compartments by the 
use of insulating material as partitions. This will avoid short- 
circuiting arcs under the oil. 

In fhr larger sizes there are separate compartments or tanks 
for the different poles of the two-pole or three-pole switch. 
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These are even separated by brick walls and thus practii^ally 
isolated. 

They are mouiite<l upon the back of the switchboard only in 
the smallest capacities, in which case they are hand operated by 
levers attached to them through the board. Owing to the need 
for economy of room the medium sizes and large sizes are dis- 
placed by at least abort distances from the board and are oper- 
ated by various means. Figure 144 shows a triple-pole, double- 
throw breaker for remote control in which the motion is trans- 
mitted from lever to switch by rods and bell-cranks. The switch 



Fiu. 145.— Small haml-conlrol oil ai 



may be hung upon the wall or upon a second framework similar 
to that for the switchboard itself. It may be placed upon the 
floor, in a vault under the board or, when electrically operated, 
it may be placed at any distance in the station. The figure alfio 
shows the contact elements as consisting of double sets of clips 
between which wedge-shaped copper blades engage. This gives 
a double break in each line. The large sizes are more conveni- 
ently operated by electric control. Small motors or solenoids may 
l>e installed upon them, which are controlled from the switch- 
board. These motors or solenoids take the place of hand control 
only and all emergency devices are retained for the operation of 
the circuit breaker. Various sizes and types are shown in Figs. 
145 to 148. 
Figure 145 shows a rather small hand operated oil switch of 
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the Westinghouse make. It consists of knife blades entering the 
regular switch clip, all being in a tank of oil. This type should 
not be used to open very heavy currents as the clips and blades 
are not provided with non-arcing tips. 

The second one of the breakers illustrated, Fig. 146, is a switch 
used by the Lowell Electric Light Company, Lowell, Mass. The 
oil tank is removed. It Is of General Electric manufacture and 



Fir. 146.— Form K-^ oil swllch. 150 ukperca, 350U voile. 

is called a Type F, Form K-3 oU switch. It Is rated at 150 
amperes and 2500 volts. It will be seen by the cut that the 
manually operated hamlle controls, through toggle mechanism, 
the wedge-shaped tongue or projection which enters the open 
jaws above them. An automatic electric reloaac is provided, 
being placed just between the two handles. As shown, this 
release has operated ami tripped the switch out of contact, 
although the handle is still at the "in" position. 

In Fig. 147 is a large ()0,O00-volt type G breaker in the shops 
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of tlir WrstinjihnuMC Eloclrid ami ^[ilmlf!u■lu^inK rompmiy. 
Scpiirnte tanks arc provided for the three phases. Lout;, well 
insulated leads uome out through porcelain bushings in the tojis 
of the tanks. The operating mechanism is seen below the center 
tank, being a lever worked by solenoid. 



Fia. 147.— flO. 000- volt, type O. oilawiteh. elcctricully opemltd. 

One of the latest developments is shown in Fig. 148, being the 
oil switch built by the General Klcctric t'ompany for the Great 
Western Power Company, It comprises three poles separately 
assembled in independent tanks. Housings are provided for 
the mechanism upon each individual member and the whole 
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switch may be operated by a single hand lever mounted upon 
suitable framework. The bushings through which the leads 
enter the oil tanks are of the oil-filled type. This switch is a 
Form K-10, used upon a 110,000-volt circuit and ig rated for 
100 amperes. 

\o oil switch or circuit breaker should ever be installed without 
a complete realization of what service it may be called upon to prr- 



Fia. HS.~Fonn K-10 oil i>wit4ilL 100 nmperas, 110,000 volu. Ureat 
W»l«ni I^wer Compaay: 

form. That is, a certain switch which may properly be installed 
upon a lOO-ampere feeder of a 250-kilowatt sy.stem may not be 
utilized upon a lOO-ampere feeder of a 5000-kilowatt system. 
The point to be remembered is that protective devicea are expected 
to remain idle upon normal conditions of operation, but when ab- 
normal con<litions occur, they must act to protect line and appar- 
atus including, if possible, themselves. The magnitude of the 
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destructive phenomena depends, not upon the number of amperes 
a line ordinaiily earriea, but upon the capacity of the plant back 
of the line, the methods of switching, point of installation of 
switch, etc. For example, the breaker upon a 100-ampere feeder 
running from bus bars supplied by five generators will some day 
be called upon to open the line when the feeder is grounded and 
all five generators are short-circuited through it. This would 
be quite a different matter from only one generator. The current 
rating of such a switch is, therefore, the value of current at which 
it is intended to operate normally without overheating or opening 
the circuit. A rise of some predetermined percentage in this 
current will operate the protective devices. But the kilowatt 
rating of the switch is that value of power which may be inter- 
rupted by the switch without damage to it. Operation upon 
much greater loads will cause more or less serious injury to the 
switch and may mean its utter destruction. This kilowatt 
rating depends somewhat upon the voltage of the system, being 
lower for higher voltages. 

The relays, already mentioned, may be described as auxiliary 
devices which will open the switches at predetermined conditions 
of circuit. By their use an energetic, prompt action is obtained, 
while delicate adjustments of limits are also possible. 

The overload relay, operating to protect the circuit in case of 
heavy currents, may be set for instantaneous action at a certain 
current value or it may be so arranged that a definite time must 
elapse before the breaker will open. The desired current limit 
may then be exceeded for shorter periods, but when the current 
has been at excessive values for this set time, the circuit will be 
opened. Again, the inverse time relay will act to open the cir- 
cuit it is protecting at a certain overload and with a given time 
element. If the current is greater than this permissible value, 
the time element required for action is inversely proportional to 
the excessive current. A short circuit is thus opened instan- 
taneously. This type is a protection against over-heating of 
apparatus, as with greater overloads the heating is greater and 
the protecting device shortens the time the machine may carry 
the excess load. The action of this relay is secured by a bellows 
attachment or by the damping effect of a magnetic field. 

Reverse current relays may likewise have any time action 
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desired. It is preferable In the nnse of low voltage relays to 
have them act without time delay. They are generally mo 
arranged. Reverse-phase relays to protect against improper 
connections are generally of the instantaneous type also. 

For high voltages, these relays are arranged for operation by 
current transformers or potential transformers upon the main 
line. The current thus derived serves in one type of relay to 
close, by solenoid, a local circuit from low voltage direct-current 
bus bars through the tripping device of the oil switch or breaker. 




The trip coil is worked by direct current. Where the low volt- 
age buses are not available, types are installed which, by excess 
current in the solenoid coils, will open a short circuiting contact 
normally closed across the tripping coil circuit and thus allow 
the current of the transformer to operate the trip. These 
details will be understood by referring to Figs. 149 and 150, the 
former being of the circuit-closing type with direct-current trip 
coil, the latter of the circuit-opening type with alternating- 
current trip coil. 

Remote electrical control of an oil switch is accomplished by 
means of a special single-pole double-throw switch. Closing the 
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switch upward will oporatf through motor ami springs or fhE-tiugli 
solciiiiiil to ('h)se the inwikci-. After contact is made, the opcrji- 
tion is automatic and cannot be stopped till it is completed. A 
Rignal pointer or light will then indicate that the main circuit is 
closed, A red light is used for this purpose, indicating a live 
circuit. It is placed in a conspicuous position just above the 
control switch. Throwing the control switch in the opposite 
direction similarly opens the main line at the breaker and leaves 
control circuit conditions such that everything is ready for the 
later operation of closing. 



Fio. ISO. — rirmiit-opeaing relays, operBting sKerantlngHjunent trip coila. 

When the breaker is open, a green light shows on the switch- 
board just below the control switch. Figure 151 will give a good 
idea of these circuits and their operation. 

Fuses. — Where mechanical control of a circuit by opening a 
switch is not necessary, where the simple discontinuity of the 
circuit will introduce a sufficient element of protection, the least 
expensive form of automatic circuit opening device is, of course, 
the fuse. It is no more than a wire conductor of designedly low 
conductivity compared to the remainder of the circuit. It is so 
installed that it may be easily replaced. The wires used for low 
current circuits are alloys of varying proportions of metals 
including lead, tin, bismuth, etc. These are alloys with low 
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molting poiiitH, iind hem-t; the wirt! or ribbon used is iiicchiiiiit^atly 
large enough to be easily handled. 

However, the rating of fuse wires is much more accurately 
acoomplished with the use of pure metals, especialiy those having 
higher melting points. When currents are of magnitude great 
enough to permit the use of copper or aluminium fuses, they are 
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FlQ. 151.— Circuits for rcmoU electrical coatroL 

preferable to the alloys and will give less conducting vapor when 
l>Iown. But the use of copper for such low currents as 10 or 20 
amperes would mean a very small wire or ribbon with corre- 
Kponding inconvenience in handling. Moreover, copper and 
aluminium are more permanent and constant in current carrying 
capacity than are the weaker alloys. The latter age to such an 
extent that their capacities will lower by large percentages in 
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time. Wherever they aie iiistiilletl ihcy should Ije inupccted 
frequently and replaced by new. This deterioration is caused 
by slow corrosion of the metal, due less to oxidation than to 
injurious gases in the atmosphere. This may progress continu- 
ously in small fuses till the whole body of the fuse is rendered 
valueless as a conductor. Erratic behavior may result, due to 
the strength of an exterior shell in containing & partially fused 
interior. 




As the blowing of a fuse depends upon the total heating or 
what may be termed the integrated value of the heat developed, 
they should be rated in terms of current and can be made for 
any voltage. 

The actual result depends upon numerous incidental features. 
The amount of radiating surface may be changed by changing 
the shape of cross-section. A ribbon fuse will carry more cur- 
rent than will a round wire fuse of the same cross-section. A 
fuse 1 inch long placed between large copper terminals will eool 
by conduction much more rapidly than it will if it is installed in 
lengths of several inches. An enclosed fuse, surrounded by a 
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Iiuckiiif!; of ni)n-iiifliimin.ililc nuitrrial will vaiy in cftpacity in a 
direction invpi^MC to that of the change of tcniperatiirc. Air 
enclosed fuses are leas affected by tein])(!ratiirc changes. Open 
fuses are very erratic in behavior, if they are placed where they 
are subject to varying conditions of temperature, air circuhition, 

CtP. 

The enclosed fuse is frequently provided with an indicator 
consisting of a fine shunt fuse running to the surface of the con- 
tainer. WTien the main fuse blows the secondary will likewise 
fail, leaving a small blackened spot or "bull's eye" to indicate a 
blown fuse. The elements in construction of fuses for use with 



Fio. 163.— Kiputeion typo "' '"»- 

currents up to 600 amperes are shown in the group of types of 
rig. 152. The small drum-shaped centers of two of the illustra- 
tions are simply air-filled cylinders around the fuse. Another one 
illustrates the secondary or indicating strand, which comes to 
the surface of the enclosing cylinder at the center. 

A type of fuse called the expulsion type is shown in Fig. 153. 
The chamber at its base acts as a recess in which the gases 
collect when the fuse blows, the expansive force of these gases 
serving to expel from the tube the vapors over which the arc is 
maintained. 

In the installation of fuses for very high voltages the lengths 
must be increased to such values that arcs cannot l>e maintained 
across the space after the blowout of the fuse. When they are 
installed outside the power-house, long copper wires may be 
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used quite advantageously. Another type, built by the Westing- 
house Company, is so constructed that upon the rupture of the 
fuse a spring operates to increase the distance between terminalB, 
thu8 causing the arc to go out, 

Fiexlblllty of Interconaections. — The system so far outlined 
may give parallel operation of all generators and all lines or 



Flu. 154. — Fundnmcatat switching syBlcms. 

feeilers, or it may be carried only to the extent of grouping a few 
units together. Generally, all are tied together, but by means of 
switches so placed that they may be divided into sections at any 
time desired. It is aonietimcs desirable to shift the circuits, to 
interchange generators, lines, or sets of bus bars. In order to 
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do this, extra bus bare may be provided as well as extra switi-hes, 
etc. Perhaps a clearer idea of the possibilities of this scheme as 
well as a better understanding of the necessities, may be acquired 
by reference to Fig. 154. Generators are indicated by circles, 
switches of all kinds by rectangles, bus bars by heavy lines, 
outgoing lines by arrowed lines. Single lines are use<l to repre- 
sent complete transmission circuits consisting of two conductors, 
bus bars, etc., with direct current, or of three conductors, etc., 
with alternating current. 

In the upper row the number of lines exceeds the numlwr of 
geneiatore. In the middle row the two numbere are equal, 
while in the lower row the generators are email and more 
numerous. 

In d we have the simple unit type. Its enlargement to e and 
/ leave it still unit type, as already mentioned. One switch only 
per conductor is necessary in d. When paralleled with another, 
as in e, switches increase in number to five if much elasticity is 
to be attained. Here either generator may be cut off or either 
line may be similarly severed from the group, leaving them dead 
for inspection or repair. A section switch in the bus bar (dividing 
it into sections) will separate the system into two single, independ- 
ent systems. Perfect elasticity of connections demands the 
arrangement shown in/, where are shown, in this order, generators, 
generator switches, selector switches, bus bars, selector switches, line 
switches, lines. 

By this arrangement, using double bus bars as well as double 
selector switches, etc., either generator may be run upon either 
set of bus bars while the lines may be accommodated with the 
same degree of flexibility. The system may even be divided into 
two independent parts with the left hand generator carrying the 
right hand line and the right hand generator carrying the left 
hand line. With three or more such units, much flexibility may 
still be maintained by closing the bus bara upon themselves in 
rings and providing them with section switches at each interval 
between generators. 

Where units are not possible owing to a large number of lines, 
or to several generators, groups are arranged. In these groups 
(o, b, g, h,) each generator and each line has its individual switch. 
With a further development of this, as in c, lines may be grouped 
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and connected through a common awitch to either bus bar. 
This is a selector switch because it gives choice between bus bars. 
It is also a group switch because it handles the group of feeders. 
In c, the five switches may be identified as gerwrator switch, selector 
switch, group switch, line switch, and section svHtch. 

Illustration k is simply an inversion of c in point of relative 
numbers of lines and generators. 

The switches shown are not all automatic and with those whit-h 
are self tripping, time elements may differ. 

Generators may be installed without automatic protection at 
the generator switch, which will then be hand operated. This is 
allowable because nearly all generators are capable of standing 
their short circuited current for an appreciable time without 
injury. The line which is causing the trouble may be automat- 
ically cut off before any damage is done to the generator, leaving 
the latter to maintain service to the other lines. Whereas, if the 
generator switch should open the entire load might be lost. If 
desired, however, a timed release may be installed at this point, 
and this will frequently be seen. 

In c,/, and k, the generator switches may be omitted if desireil, 
dependence being put upon the selector switches. Where auto- 
matic switches are retained, however, it is often cheaper to use 
one as generator switch, allowing for non-automatic selector 
switches. Selector switches which do not need to open under 
load may be of ordinary air break type. If no generator switch 
is used and generators are to be disconnected from the line under 
load, oil switches are needed for this service. There is no greater 
need of their being automatic than there is for the generator 
switch. Group switches may be called upon for most severe 
eervice. They are automatic and have large capacity. The 
line switches come into the same category and should be of 
rugged construction and sufficient capacity, operating with 
automatic devices. The inverse time relay may lie used advan- 
tageously in these switches because the more severe the distuil> 
ance the more quickly the disturbing line should I)e disconnected. 
A short circuit of all generators in parallel through some one 
group switch or line switch will put most severe strains upon Ihe-ne 
devices. By installing section switches of the instantaneous 
type, the bus bars may be sectioned in time to disconnect the 
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group switch from the major part of the supply and thus very 
materially reduce the current it muat open. 

In / and k, the line switches may be omitted subject to the 
same arguments as obtain in the case of generator switches in 
c,f, and k. 

Where storage batteries arc used, they must be protected by 
over volt5.ge relays. 

It will be noted that the systems discussed are generator-bus 
bar-line systems, with no intermediate transformation. While 
they are the simpler case, the presence of step up transformers 
gives the frequent and important condition pertaining to trans- 
mission to longer distances than may be served by the lower 
voltage method. This service may make use of the two sets of 
bus bars, low tension and high tension, between which the 
transformers are paralleled. 

The unit type in this case may be any one of three possibilities. 
Generator and transfoi-mer may correspond to each other; 
transformer and line may form the unit; or generator, transfor- 
mer and line may constitute the unit. Whatever the unit may 
be, switching arrangements should be made so that it may be 
run independently of the other units by wholly dLsconneeting it 
from the bus bar or bus bars. With generator-transformer unit, 
this means the low tension bus bar. With transformer-line unit, 
it is the high tension bus bar, and with generator-transformer- 
line unit, it includes both bus bars. 

For example, in order to arrange for generator-transformer 
unit, two switches will be interposed Ijetween the generator and 
the transformer. From the point between these two switches 
a lead runs through a third oil switch to the low tension bus bar. 
By opening the first of these three switches the generator ia cut 
off and the low tension bus bar supplies the transformer. By 
opening the second switch only, the generator feeds to the low 
tension bus bars, and the low voltage coils of the transformer are 
disconnected. The high voltage coils may be disconnected from 
the high tension bus bars and the transformer will be dead. 
Again, opening the third switch will leave the low tension bus 
bar out of the unit. The generator then reueivcs or gives no aid 
except by way of the high tension buses. 

In these arrangements, it should always be possible to isolate 
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any piece of apparatus or line, leaving it dead, in order that it 
may be inspected and repaired when necessary. This, of course, 
also serves to eliminate an injured member from the system so 
that all other parts may work normally. 

To summarize relay switching conditions we may designate the 
following general arrangements as good practice, although great 
variations therefrom occur with changea in local conditions. 

A. C. Generator Circuits. — Xo automatic protection or 

reverse power relay with time limit. 

A. C. Feeder Circuits. — Inverse time limit relay. 

Reverse power relay, 

A. C. Motor Circuits. — Overload and reverse power 

relays both with inverse time limit devices, 

phase instantaneous relay, low voltage release. 

Trann/ontier Circuits. — Overload and revei-sc power 

relays with inverse time limit coils. 

Rotary Convertor A. C. Circuils, — Overload inverse time 

limit relay. 

Rotary Convertor D. C. Circuits. — Reverse curi-ciit time 

limit relay. 

D. C. Generator Circuits. — Reverse current inveisc time 

limit relay. 

D. C. Feeder Circuits. — Reverse current time limit 

relay, overload inverse time limit relay. 

D. C. Motor Circuits. — Reverse current inverse time 

relay, low voltage instantaneous relay. 

Storage Battery Circuits. — Over voltage instantaneous 

relay. 

Switchboard Designs. — It will l>e seen from the preceding 
discussions that the number of switches becomes large with 
increase in flexibility of switching arrangements. When dupli- 
cate bus bars are installed this is even more serious. Inasmuch 
as oil switches are expensive, their profuse use is out of the 
question, and every effort is made to restrict their numbers to 
the least possible figures. The wiring is such that high tension 
lines are not brought to the switchlward, but are controllwl 
therefrom by the auxiliary or relay cinuits. 

Typical station wiring diagrams are shown in Figs. 155 aad 
12 
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150 where Hue drawings indicate Bwitchboard apparatus, devices, 
and mains. 

The switchboard itself must be designed with due considoin- 
tion to the following points; 
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Fici. 165.— Swilching syslems. 

1. Liberal provision for operation as regards capacity, line 
protection, and flexibilityof circuit connections ami inKulationof 
mem bcrs. 
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80 ELEMENTS OF ELECTRICAL TRANSMISSION. 

2. High insulation of all line parts. 

3, Protection against trouble contagion. 

4, Firep roofing. 

5. Accessibility of parts. 

G. Safety by bringing low potential only to boards. 

7. Indicating instruments. 

8. Possibility of extension. 

9. Symmetry. 

10. Fool proof connections. 




A suggested arrangement taken from a General Electric 
bulletin is shown in Figs. 157 and 158, The design is for a 
small 1 1 ,000-volt switchboard for two, three-phase engine 
driven generators, one engine driven exciter, one induction 
motor driven exciter and two high tension feeders. It consists 
of seven panels, arranged for exciter (1), regulator (1), induction 
motor (1), generators (2), and lines (2). 

The exciter panel is shown aa accommodating the two exciters. 
It cjinicH two ammeters, one voltmeter, two rheostat wheels, 
two potential i-cceptadcs or terminals, two single-pole singlc- 
throw switches, one equalizing rhel>stat. 

The regulator panel bears one voltage regulator and one poten- 
tial transftirnier. 
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Tho iiidiH-tioii iikiIoe- ijjinci hnlds imo anmiclcr, (Hie sc(. nf 
lUii'V ninslc-pole iiutiiiiiatic oil Hwilclics o|>ci-iilcil as ii 1 rij)l»'-i»n!o 
switch with l>eU alarm switch, one time limit overload relay, two 
current transformers. 

Each generator panel has one ammeter, one polyphase indicat- 
ing wattmeter, one voltmeter, one field ammeter, one fielfl 
switch, one synchronizing receptacle, one hand wheel for rheo- 



Fiii. 168.— End view, 11,000-yolHwilchboora, 

Htat, one engine control switch, one set of three single-pole, non- 
automatic oil switches operated as a triple-pole switch, two cur- 
rent tranaforniers (three current transformers in case of grounded 
neutral) two potential transformers. 

The line panels are each equipped with three ammeters, one 
set of three single-pole automatic switches, operated as triple- 
pole switch with bell alarm switch, one time limit overload relay, 
two current transformers. Wattmeters may or may not be re- 
quired, as is also the case with watthour motors. 

A synchronism indicator is swung upon a bracket arm at the 

l,j,u._.u.>LtOO^Ic 
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t'Tiil of the Iwanl. Lightninp arrcstrvf" nve installod iiixm Ihe 
outgoing liiit'M. A {;ri(Uii(l <l('tccli)r might Ix' aililcil. 

It will be Koen that the lines foiiiiiig from the machiiips* go 
through (current transformers below the floor, thcnco to the oil 
switches ami the three bus hare (inilicatetl in croRs-aeetion upon 
petticoat insulators). Another oil switch is inserted in reaching 
each line or feeder. The oil switches indicated are remote 
mechanical control. 

When bus bar potential is high there should be provided Indi- 
vidual compartments for each bus, openings occurring in front 
of each connection. These bus bar compartments may be con- 
veniently located in the basement, the oil switch connections 
therewith being operated by electrical remote control. 

With a synchronous motor the panel should contain one line 
ammeter, one field ammeter, one field rheostat, one double-pole 
field switch, one synchronizing plug receptacle, one automatic 
overload oil switch, one time limit relay, necessary current and 
■potential transformers. To these may be added a power factor 
indicator and a wattmeter. If the motor is self-starting it is 
sometimes provided with a double-throw line switch. The 
starting position connects with low voltage transformer taps or 
compensator. The running position is served with the regular 
protective devices. 

Rotary converters require two panels, one for the alternating 
current side and one for the direct current .side. The alternating 
current panel needs, if the machine is to be started from the 
direct current side, one ammeter, one automatic oil switch with 
bell alarm, time limit relay, current and potential transformers. 
There may be added a power factor indicator and when needed, 
a potential regulator. With the regulator there will be required 
a double-pole double-throw control switch and a voltmeter. If 
the rotary converter is to be started from the alternating cur- 
rent side arrangements will l>e made similar to those for the 
synchronous motor, a double-throw line switch, etc. The syn- 
chronizing device and the synchronism indicator will not lie 
required. 

The direct current panel for the rotary converter on two-wire 
system requires one ammeter, one voltmeter, one circuit breaker, 
one hand-wheel for rheostat, one tliree-pole switch for po.sitive 
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main, negative main, ami equalizer, one field switch, one four- 
point starting switch. 

When the converter is started from the alternating eurient 
side, the above starting switch is omitted. 

Upon throe-wire systems, there should he installed two circuit 
hreakers with interlock shunt trip coil and bell alarm and two 
ammeters, the remainder of the apparatus being about as above. 

Rotaries must be so protected, when feeding to direct current 
bus bars, that the opening of the line switches upon the alternat- 
ing-current side cannot be accomplished without also opening 
the direct-current connections. If this is not provided for, the 
rotary may be running upon a weakened field, when it will race 
at dangerous speeds. 

Direct current generator panels for two-wire system are like 
those for rotary converters. In either case, the three-pole switch 
may be replace<I by single-pole switches if desired. Low voltage 
release coils serve to protect the generator in case of falling 
voltage. 

Direct current feeder panel to line may be equipped with one 
single-pole circuit breaker with bell alarm, one ammeter, two 
eingle-pole single-throw switches. The one of these switches 
upon the same side as the circuit breaker may be omitted if 
<leMired. 

When a single motor b run from a panel the arrangement 
should include one circuit breaker, two line switches, one field 
switch, one hand wheet for field rheostat, one line ammeter, one 
voltmeter, one field ammeter. 

A practice now coming into vogue is the outdoor installation 
of switching devices and protective apparatus. There ia no 
reason why this cannot be quite successfully developed, despite 
the difficulties attending. The switches may be electrically 
opej-ated by remote control methods. Apparatus already used 
thus includes lightning arresters, high tension bus bars, air break 
switches, oil break switches, fuses, etc. Kven transformers are 
suggested as suitable for such installation and are being occasion- 
ally so placed (see Chapter XI, Fig. 237). 

Lightning arresters are installed upon the lines at the points of 
entrance, the intention being to make this the first piece of 
apparatus reached by incoming line disturbances, thus providing 
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protection for all station apparatus. There should be discon- 
necting switches upon each side of the arresters with one aide 
running to line and the other side leading to ground. 

The ground connection must be very carefully made and must 
be ample. They are already described under Aerial Line Con- 
struction, It should be noted, however, that the leads from the 
arrester to the ground plates or pipes should be short. If the 
best grounds are necessarily distant from the arrester, as may be 
the case when connection to water pipes or gas pipes, etc., are 
used, an auxiliary ground should be made at the closest point 
possible by driving iron pipes into the earth. These artificial 
grounds are much increased in effectiveness if they are wet with 
■ salt water occasionally. They should be inspected and tested 
frequently. A sufficient number should be provided to give a 
combined resistance as low as two or three ohms. 

Choke coils or reactance coils are generally installed with 
arresters. .'l"hey are placed in the line between the connection 
to arrester and the station apparatus. They are of low reactance 
except for the high frequency currents of lightning discharge, and 
their office is to divert this discharge from the station wiring to 
the arrester and ground. Several types are in use, air insulation 
and oil insulation being preferable to solid dielectric because of 
their self restoration after sparks have passed from turn to turn. 
Helical coils, "hour-glass "coils, and "pancake" coils are all used. 
Iron cores are not used because of the high reactance they would 
introduce at ordinary line frequencies. 

Figure 159 shows the method of inserting these reactance coils 
in the main line as it enters a metallic conduit or pipe leading 
underground to the substation. In parallel with the line to sub- 
station is a line running to one side of a horn arrester, the other 
side of which is grounded. The metallic pipe ends in an enlarged 
three-opening pothead. This is a metal casing to prevent the 
concentration of electrostatic stresses at the mouth of the small 
tube and the consequent liability of breakdown at this point. 
They are always used when power cables enter or leave metallic 
sheathing or conduit. 

The arresters used are quite varied. They include high 
resistance, series gaps, single gap horns, electrolytic, etc. They 
are used separately and in combinations. Direct current circuits 
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may be protected by high resistatipe {rrniinflu as through rarbo- 
ruuduin blocks, ott;. Tills prevt'iits cunmhuivc charge. One 
form taken by the high reBistance ground is that which has been 
used abroad, A jet of water plays against the line eondut^tor, 



Flo. 169. — i*—^'"!; aeri&l lines undeTsround. 
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thus grounding it through the high resistance of the water jet. 
This type may be combined with the horn gap. In fact, the 
latter one is often used with almost any other type of arrester. 
It tak'ps its name from its resemhlanco to a pair of ram's homs. 
One of the metiil horns leads to line, the other to the groiintl. 
^^■hen a discharge takes place across the short gap at the base of 
the arrester and dynamic current follows, the heat of the arc 
causes the points of contact of arc with horn to ruse, thus length- 
ening the arc which eventually goes out because of this increase. 
The gaps required with different voltages are shown in the curve 
of Fig. 100. 
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Flo. lao.— Horn-eip eetOng, 

Horn gaps are frequently installed with two or three in seriea. 

The horn type of arrester is seen in Fig. 161. This particular 
installation is at the Schenectady end of the 30,000-volt Schagh- 
ticoke-Schenectady transmission line. The horn gaps lca<l to 
the aluminium (electrolytic) arresters inside the brick building. 
The power lines lead downward from a point just in front of the 
horn gaps through roof bushings to choke coils and switches to 
interior wiring. When thus arranged, it is necessary to mount 
the horns so that the gap may be close<l by bringing the two 
together. This gives the means of "charging" the aluminium 
arrester, the necessity for which l>eing discussed later. The horns 
are mounted on line insulators supporte<l by iron piping. By 
rotating one of the insulators of each pair, the ofTsot horns revolve 
and come into contact with the stationary members. 
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The iiiiiltiKap aiTosto!- priiniirily coiiMmtM of jl Viii-mMi" imnilior 
of pips in wrics willi ciicli cillicr. Thi-y uiv iin-!in;;('il liy pliicirif; 
smitll metallic kni>b« at regular distances upon porcelain basoM. 
The individunl pnps are about 1/32 inch in length and vary in 
number accordinj; to the voltage of the line. They are grouped 
in units having 6 to 32 gaps per unit and successive units arc 
installed in series with each other in order to complete the num- 
ber i-oquired. 



Fm. 161.— Ham gniw mHl<tl1p(t nilh ulutniniiim nmOrm on Srhcnpctiiily 

Thc knobs are cylindrical in shape with knurled surfaces. 
They are of special non-arcing alloys of copper with mercury, 
zinc, etc. These alloys have a rectifying effect upon alternating 
currents and an alternating arc will go out bet ween such terminals 
at much higher voltages or with much higher current discharge 
than it would over other materials. This is the reason of the 
designation as non-arcing metals. They cannot be used on 
direct current line protection. 

To further increase their effectiveness for the lower voltage 
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static (liscIiargcM roqiiirrd of the Ion;r sorios of gaps iiwed upon 
liish voltaic work, portions of the scries arc Hhuiitcd liy resist- 
ances of graded valves. The arrangetnent as used by the Cicii- 
eral Electric Company places a low resistance in multiple with the 
first part of the series gaps. A medium resistance parallels this 
and more Raps, and a high resi.stance .shunts both lower resist- 
ances and more gaps. 



Km. 102. -llultigsp lightnina aiTMler inalBllatkjn. 

This gives several parallel paths for the greater part of the 
length of the arrester gaps. Heavy discharges will not occur 
over the resistances, Imt will break down the gaps. Light dis- 
charges will not occur over all the gaps Init will take one or more 
of the parallel paths and a reduced number of gaps. 

Shunted resistances render the dynamic arc unstable and help 
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to rupture it. Series resistance will tend to restrict the <lynamic 
current and to put out the arc. At the same time it will also 
restrict the discharge. Its use is therefore a matter of choice. 

Figure 162 shows the installation of a 12,000-volt, three-phase 
multigap lightning arrester in the Garfield Park substation of 
the West Chicago Park Commission. After the incoming leads 
pass to the line switches the line runs to fuse and spark gap in 
parallel, thence to the shunt resistances and the head of the gap 
series. The three legs are connected Y and grounded through 
another gap series shown at the bottom of the center panel. 
The legs are separated by partitions. 






When the single gapisusedforlightning protection upon direct 
current circuits it is set in the field of a magnet which will ruptm-e 
the arc. The multiple gap is not applicable to direct current 
circuit protection. 

The most recent type of lightning arrester deveIoi>ed especially 
for the higher voltages is the electrolytic arrester. 

The volt-ampere characteristic of an aluminium cell shows 
rapid rise in voltage for nominal increase of current until a certain 
critical voltage is reached. Beyond this point (about 400 volts 
direct current and about 325 volts alternating current, depending 
jipon the electrolyte) small increases in voltage are attended by 
very rapid increases in current. Figure 103 shows this feature 
and applies only to permanent conditions. When any voltage 
. is applied to the coll a current will flow, wliich, byeletttro-chemical 
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action, forms a film upon the plates. ThiH reducos the t-urrent 

to ii low value, a mere leakage current. This is the value meant 

by the term " permanent." If the voltage is then raised, another 

current rush takes place until it Is cut down liy incrcawed film 

thiuknesa to its new leakage value. The critical voltage once 

reached, a continued reduction of current does not take place. 

A lowering of voltage will be atteniled by a slow dissolution of 

the excess film, A cell in which the 

film is formed for a certain voltage 

is said to be "formed up" for that 

potential. 

A cell, which, then, is formed up 
for 250 volts, if suddenly inipresned 
with a greater voltage will allow a 
heavy current to flow through it 
momentarily. The applicability of 
this unit to the protection of circiiils 
from disturbances due to lightning, 
etc., is quite evident. 

The cells are put in series with 

each other in large numbers, thus 

providing for any line voltage met 

in practice. In order to economize 

in space the aluminium plates are 

made in the form of cones or trays 

and are assembled on side or center 

rods. The cone is typical of Gencnd 

Kiu iB4-A™i-miiivnf i,iiiminiuro J^I*-'*-'tnc practico and the tray rcprc- 

lightniag arn.iU'ra, scnts Westingliousc Units. l"hese 

cones or trays are set one within 

another, being spaced at about 0.3 inches by insulating rings 

upon the non-conducting rods which hold them in place. The 

electrolyte is then placed in the series betwetrn the cones. 

The assembly of the General Electric type is well shown in Fig, 

1G4. The prevention of evaporation of electrolyte and the 

cooling of the apparatus arc botii provided by immersing the 

unit in an oil tank. Uadiation from the surface of the tank will be 

ordinarily suflRcIent. 'Where this is not enough, cooling coils 

may be u.sed. For lower potentials, nj) to 72.50 volts, ihe sepa- 
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rate stacks of cones for ilifferent legs may be placed in the same 
oil tank. Above that voltage they &re given individual tanks. 

As before noted, a cell connected permanently to line will 
have a continual leakage current. With alternating current, 
thiri is increased by a capacity current which is, in reality, much 
the greater of the two. With an arrester permanently connected, 
these component currents add as vectors and introduce unneces- 
sary loss of energy to the system, and, what perhaps is more 
important, by these tosses keep the electrolyte and oil heated, 
decreasing their effectiveness when called upon to dissipate the 
energy absorbed by the unit in a lightning discharge. i"orthia 
rea.son gaps are used with each leg. 

Tor low voltage, small horn gaps may lie used or gaps between 
non-arcing metal cylinders may be installed. For the higher 
voltages horn gaps are invariably used. This practice has been 
illustrated in Fig. 101. 

It will be recalled that when a cell is left disconnected from 
the line the film loses a part of its effectiveness. The solid por- 
tion of the film remains, but a supposedly liquified constituent is 
dis-sipated. A cell, therefore, which ia left permanently detached 
from the line, as by the horn gaps, will allow discharges to pass 
over it; but it is in no condition to open the path to ground for 
the dynamic current of the line which follows a spark across the 
horn gap. It will not decrease the current and rupture the arc 
at the gap until it has regained its proper film. This, although 
a comparatively rapid process, is exceedingly slow when timed 
in comparison to incidents of electric circuits. Hence, it becomes 
necessary to maintain the film upon each plate in a contlition 
suitable for operation at any time. It is found that forming up 
or charging the cell aijout once a day is all that is necessary, 

III order to do this, the horn gaps are arranged to be closed for 
an instant by an attendant, being left open normally. Closing 
these gaps will place the three Y connected units across the lino 
and charge them. The unit which is connected between the Y 
point and ground is not impressed with voltage under these con- 
ditions. A special interchanging or transfer device is arrangt^l 
to allow replacing one of the leg units by the grounded unit, 
voltage again iioing applied to the Y connected units with the 
new niember as one of tiie three legs. 
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Use is often made of auxiliary resistance in charging the 
arresters. The practical method of accomplishing this is by 
means of an auxiliary horn gap. The normal gap is provided 
between one regular and one " crumpled " horn. A third horn, 
placed above the "crumpled" one, approaches the regular horn 
more closely than the lower pair approach each, other making a 
second gap shorter than the regular gap. The third horn is then 
connected through scries resistance to the crumpled horn 
(see Fig. 165). In charging, the smaller or secondary gap is the 
one cloae<l by the revolution of one horn. The charging current 
then passes through the resistance in series with the cells. 




Fiu. 105.— Auxiliary hoi 



The presence of series resistance introduces new characteristics 
into an oscillating circuit. The oscillations are damped out by 
the energy losses in the resistance. The "attenuation factor" 
of the discharge is changed so that the current becomes more 
rapidly decrescent. Excess resi.'itance still further alters the 
conditions to the extent of changing the oscillatory attenuation 
factor to the logarithmic factor. This is the reason for insertion 
of resistance as above, and by this means the liability to voltage 
rises and resonance troubles is practically eliminate<l. 

The above arrangement of two parallel gaps also provides the 
selective paths already spoken of in connection with the multigap 
arrester, namely, one normal gap for heavy discharge with no 
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scries resistance and one short gap for lighter dbcharge with the 
Beries resistance. 

The ck'ttrolytit; lightning arrester is installed either indoor? 
or outdoors. Freezing the electrolyte leaves the arrester still in 
working condition but with greatly reduced efficiency due to 
the increased resistance of the frozen liquid. They should, there- 
fore, be protected from low temperatures (below 20° F.). If 



frozen and tl\en thawed, the electrolyte in its liquid state is not 
injured and remains perfectly effective. 

An outdoor installation of the Wcstinghousc type of arrester 
is shown in J"ig. 16(5, and an indoor installation of General 
lilcctric manufacture is shown in Fig. lt»7. 

When a three wire system is run with grounded neutral, 
lightning arresters are connecte<l in Y with the neutral grounded. 
When the line is run ungrounded, the arresters are connectecl 
Y with the neutral run through a fourth unit to ground. It is 
thus arranged so that there will be two leg units between lines in 
13 
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all cases except when in the first a line grounds. This, however, 
causes a dead short circuit, and will open switches. In the un- 
grounded Y or the A, one of the conductors may become 
grounded and the line may operate this way on emergency. 
Because of the fourth unit in this case, there will still be two 
units between any two legs. 

A very useful device for installation with lightning arresters 
is a discharge recorder. A clock-fed paper roll passes between 




Fia. ley.^IudaDr iiutalUtkm of General ElecUic ulumiiiium lljhtninfl snatan. 

linger points between which sparks pass when <lischarge occurs 
thiough the arresters. The paper thus provides a definite record 
of the time when discharges occur and their relative severity. 
These oscillatory discharges or surges may be due to lightning 
disturbances or they may be caused by switching, by grounded 
circuits, by short circuits, by careless operation when machines 
are thrown in, by combination of certain circuits and lines, etc., 
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etc. As each discharge is timed, its definite cause is quite gener- 
ally recognized, and where the reason for discharge is unknown 
investigation should be made. 

The record also shows to an extent whether the arresters are 
adapted to the lines upon which they are installed. Frequent 
discharge with no serious cause will lead to an increase in the 
number of series cells, while very infrequent discharge may 
indicate that fewer cells are advisable. 

Regulators. — The Tirrill regulator used to maintain constant 
voltage at a desired point is installed upon a switchboard panel. 



Flo. 168.— ■■Tirrill" voltage regulator. 

It operates upon the principle of a floating contact which alter- 
nately opens and closes a circuit shunted across the exciter field 
rheostat. The excitation of the exciter varies thereby and, in 
turn, this regulates the field current of the generator. The 
relative time of closed circuit or open circuit across the field 
rheostat is regulated automatically, and the exciting current is 
constantly varying between the two extremes corresponding to 
caih permanent condition. It is mounted directly upon a 
switchboard panel shown in Fig. 168, The elementary diagram 
shown in Fig. 10!) will give a clear idea of its parts and its 
operation. 

The regulator has a direct current control magnet, an alternat- 
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ing current control magnet, and a relay. The direct current 
control magnet is connected to the exciter bus bars. Thia 
magnet has a fixed stop-core in the bottom and a movable core 
in the top which is attached to a pivoted lever having at the 
opposite end a flexible contact pulled downward by four spiral 
springs. For cleamesa, however, only one spring is shown in the 
tliagram. Opposite the direct-current control magnet is the 
alternating-current control magnet which has a potential winding 
connected by means of a potential transformer to the alternating- 
current generator or bus bars. There is an adjustible compen- 




Fio. IflO.— Eleinentaty 



sating winding on the alternating-current magnet connected 
through a current transformer to the principal lighting feetler. 
The object of this winding is to raise the voltage of the alternating- 
current bus bars as the load increases. The alternating-current 
control magnet has a movable core and a lever and contacts 
similar to those of the direct-current control magnet, and the 
two combined produce what is known as the "floating main 
contacts." 

The relay consists of a U-shapod magnet core having a differ- 
ential winding and a pivoted armature controlling the contacts 
which open and close the shunt circuit across the exciter field 
rheostat. One of the differential windings of the relay is per- 
manently connerlcd across the exciter bus bars and tends to 
keep the contacts open; the other winding is connected to the 
exciter bus bars through the floating main contacts and when the 
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liitter jire cliwrd neutralizes the effect of the first winding ami 
allowa the relay contacts to short-circuit the exciter iieUI rheo- 
stat. Condensers are connected across the relay contacts to 
prevent severe arcing and possible injury. 

The circuit shunting the exciter field rheostat through the 
relay contacta is opened by means of a single-pole Switch at the 
bottom of the regulator panel and the rheostat turned in until 
the alternating-current voltage is reduced 65 per cent, below 
normal. This weakens both of the control magnets and the 
floating main contacts are closed. This closes the relay circuit 
and demagnetizes the relay magnet, releasing the relay armature, 
and the spring closes the relay contacts. The single pole switch 
is then closed, and as the exciter field rheostat is short-circuited 
the exciter voltage will at once rise and bring up the voltage of 
the alternator. This will strengthen the alternating-current and 
direct-current control magnets and at the voltage for which the 
counterweight has been previously adjusted the main contacts 
will open. The relay magnet will then attract its armature and 
by opening the shunt circuit at the relay contacts will throw the 
full resistance into the exciter field circuit tending to lower the 
exciter and alternator voltage. The main contacts will then be 
again closed, the exciter field rheostat short-circuited through the 
relay contacts, and the cycle repeated. This operation is con- 
tinued at a high rate of vibration due to the sensitiveness of the 
control magnets and maintains not a constant but a steady 
exciter voltage. 

It can compensate for line drop, thus maintaining constant 
potential at a distant point. Moreover, types are available 
which will control two or more generators in parallel. 
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CHAPTER VII. 

CIRCUITS. 

In the simple extreme, circuits are classified accordingly as 
they may consist of one continuous conductor leading succes- 
sively through all elements of the load, or by conductors with 
many subdivisions and branchings, portions of the load being 



C„D 


^Y^ 




., 




w^ 














A 












o 










; 


'^. 

























Fio. 170. — Series eireuit, 

carried upon these elemental parts of the line. The former 
(Fig. 170) is known as the series circuit, while the latter {Fig. 171) 
is called a parallel circuit. The simplicity of the diagrams shown 
fqves place in practice to branchings, combinations, and ramifica- 
tions until the circuits become very complicated. Each of these 
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systems has its own special applications, but the parallel distribu- 
tion is most commonly seen. 

The series system is applied by unit circuits. The conductor 

leaves the generator, passes to each lamp, transformer, motor, 

etc., of the load and after making a loop covering all the territory 

to be served, it returns to the generator, thus completing the 
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circuit. As al) elements of the lond are made sections of the 
complete circuit, whatever current passes through the generator 
must pass through each of these load elements. A load unit can 
be added to or removed from the circuit by opening the conductor 
at the desired point, inserting or removing the unit, and again 
closing the circuit. The addition of the unit will not change the 
value of the current demanded by the circuit. It will, however, 
introduce a greater resistance or impedance into the circuit and, 
consequently, in order to maintain this value of current, addi- 
tional voltage must be generated. With the alteration of load, 
therefore, the voltage generated will vary, the current supplied 
will remain the same as before. This series system may be 
spoken of as a constant current system. 

The parallel system is secured by multiple divisions of the 
circuit. Leaving the generator, the conductor branches, each 
branch supplying an element of the load, and all branches being 
again united in a single conductor passing to the second generator 
terminal. To decrease the load the switch in any elemental 
branch circuit may be opened and allowed lo remain open. This 
decreases the current demanded by the load as a whole. In fact, 
it increases the resistance of the load hy making fewer the 
parallel paths, each of a definite resistance. In order that each 
element shall receive the same current as before, the voltage 
across its terminals must remain constant. Here, then, current 
varies but voltage remains constant. Hence, we have what is 
generally spoken of as the constant potential system. 

The loss in each case may be considered, in the most general 
way, as being measured by the heating of the conductors. Due to 
the resistance of the conductors, there ia required a certain 
voltage to maintain the flow of energy toward the receiving unit. 

Suppose the load units of a series system are concentrated at 
points uniformly spaced as in Fig. 170. If we measure the voltage 
between the points A and B we will read the full voltage of the 
generator. Between B and C the reading is less than before by 
the voltage necessary to give the energy flow through the section 
AC. From B to D the voltage is lews than from B to C, by the 
amount required for the element of the load. These differences 
are called the drops in potential along the line or across the load. 
Plotting the readings (not the drops) we have such a curve as ia 
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shown in Fig. 17:i. This tiirve may lie ruUod the poleniuU 
ijriiditnt of the line and may l>e refei-red to any point as zero 
value instead of the point B above chosen. The curve would 
then be shifted to such a position that the zero line would cross 
it upon the point corresponding to the chosen point of the line. 

This becomea important in the consideration of grounded lines 
and the potential to ground of any other portion of the line. 

When once the potential gradient is plotted, having taken any 
point as reference point, we may use it as follows: 

Pass through the point upon the curve correspon<ling to the, 
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Fiii. 1 7i.— Potential gmdicnt for series rirruit. 

grounded point of the circuit a horizontal line. This line is 
zero potential. The voltage lx;tween any point upon the cirfuit 
and ground will then be read from the curve referred by the 
original scale to the new zero line. 

For example, in the circuit shown in Fig. 170 a ground occurs 
at ir upon the positive side of the sixth lamp from the positive 
brush (.4) of the dynamo. This point of the circuit is, then, at 
zero potential. The line .YTr (Fig. 172) now becomes the axLs of 
the coordinates for the gradient curve and the greatest voltage 
to grounil occurs at the point B, the negative brush. That 
point differs from ground potential hy the amount BX, the 
voltage over eight lamps and the intervening conductor. Ground- 



..yLlOO^IC 



CIRCUITS. 201 

iiig the midpoint of the line (or tlie clynuiiio if puHMihlc) will give 
smaller maxima between line iind ground than grounding any 
other point. Similarly, connecting either brush to ground will 
give the largest possible reading. 

The energy expended in the elements of the system is measured 
by the product of the voltage drop across the part considered into 
the current of that part. (We will assume for the time being 
that the power factor is unity.) Hence, the energy expenditure 
in any one section of the conductor will be measured by the 
product of the current (a constant) into the voltage reading 
Iwtween the two ends of the section. This latter depends in 
value upon the resistance of the conductor by the law 

e = ir 
and is indicated upon the potential gradient by the change in 
level of the curve. A steep curve will indicate a considerable 
absoiption of energy. Hence, the potential gradient will be 
steep at the load units and gently sloping between them. 

The energy absorbed by the conductor sections is dissipated 
aa heat and is a distinct loss. That taken by the load is expended 
more or leas completely in the method for which the unit is ■ 
designed. High efficiency of the system demands small losses 
in the line and concentration of energy expenditures in the load 
units, where also intrinsic losses must be kept as low as possible. 

The line resistance may be reduced with increased expense 
for material for the coniluctor and its support. The balancing* 
of increased expenditures (computed upon the annual basis) 
against the value of the power saved thereby constitutes one 
fundamental idea in the design of series circuits. Add to this , 
safety and quality of service and the items are nearly all present 
for the determination of the proper specifications. 

The series circuit is very important in lighting systems. It is 
Used both with incandescent lamps and with arc lamps. It 
rarely occurs elsewhere, except in the case of single unit genera- 
tor and load. This simple extreme is, of course, the embryo of 
either system. 

In arc lighting the current values standard now are quite 
numerous, varying from 2 amperes to 12 amperes. 

Underwriters' rules demand for safety that conductors used 
shall be no smaller than No. 14 B. & S. gage. 
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Lamps are liable to fail by burning out, breaking the carbons, 
etc., in which case they must be eliminated from the circuit. 
This is accomplished by the use of cutouts. A solenoid coil 
shunts the lamp. When the arc is extinguished, the solenoid 
closes contacts, shunting the lamp. 

Here (1) the cutout circuit must contain enough resistance to 
shunt some current through the solenoid coil if it is required for 
maintaining the contact, (2) the contact once made must hold 
by spring or gravity, or (3) a series coil must come into action in 
the cutout circuit to hold the solenoid plunger in place. Cut- 
outs may work by gravitation alone. It is important in some 
cases that the lamp may be actually cut off from the circuit 
rather than merely shunted by a parallel path, Aa long as it 
remains attached to the main circuit it is impossible to handle 
it in repairing, etc., because its potential against ground may be 
high enough to kill the repair man. This may be done by use of 
an auxiliary, hand-operated switch in conjunction with the 
usual cutout. 

When the cutout operates and a lamp is taken from the line, 
current remaining constant, the voltage supplied to the line must 
be reduced by the amount across one lamp in operation. This 
regulation of voltage is accomplished by the regulating device 
upon the generator. This may also be arranged by the use of a 
constant current transformer. The different apparatus used for 
development of these lines will be described later (see Chapters 
IX and XI). The maximum voltage ordinarily seen upon series 
arc circuits is about 10,000 volts. This limit is set by successful 
commutation requirements in direct current work and by safety 
in both alternating and direct current practice. 

In series incandescent systems, the lamp used has a thick 
short filament of low resistance. The main requirements here 
are much the same in principle as with the arc lamps. 

Cutouts are greatly simplified owing to the low voltage required 
by each lamp. They consist of two spring clips electrically 
placed across the lamp. They are separated by a thin paper 
which punctures when the lamp filament fails. 

The power factor of a series arc lighting system is generally 
in the neighborhood of 0.65 to 0.70, although the arc itself will 
have a power factor from 0.85 to 0.95. 
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The potential gradient for a parallel system of diHtribution 
may be ahown in uonnection with Fig. 171, Suppose equal 
units of load uniformly spaced aa in the figure. Our curve must, 
then, show the potential drops through each one of the several 
multiple paths. In order to do this, we will again plot voltage 
reading to B against distance from the generator (see Fig. 173). 
The reading from A to B is plotted at zero distance from genera- 
tor. Voltage BC is at unit spacing from generator, etc'. The 
vertical distance CT is the voltage reading across the first lamp; 
DS across the second, etc. The drop in voltage along the line 
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Fia. 173.— Polentialgndient tor parallel circuit. 

from A to C is shown by the falling off in altitude of the upper 
potential line. 

At the point C of Fig. 172 the current divides and only a 
reduced amount follows the main conductor to D where again a 
reduction takes place by the amount required for one unit of the 
load. In Fig. 173 this will be indicated by decreased steepness 
of the gradient, because, with reduced current and constant 
resistance (due to uniform spacing of load in this case) the ir 
product is lessened. Each successive section of the gradient, 
therefore, becomes less steep. The upper curve of the gradient, 
AK, has its counterpart in the lower curve BL, where changes in 
level, or voltage drops, are identical with tho-^e aliove. 

It will be seen at once that the voltages supplied to any two 
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InnipH arc different. The amount of difference is a measure of 
the force required to tranamit a varying amount of electrical 
energy along the conductor against the resistance of the circuit. 
As in the case of the series circuit, the energy expended in thia 
propulsion is measured by the product of the voltage drop across 
the unit length of conductor into the current in that section. 
It appears as heat, the energy of irregular molecular motion. 
•This line loss is kept as low as possible, consistent with cost, 
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Flo. 174,— Potential cmdient with fecdera. 

etc., by reduced resistance of line. Hence, while the voltage 
readings across lamps vary according to the location of the lamps 
in the system, this variation is small compared to total voltage 
readings and we may call the system a constant potential system. 

The construction of this system in order to attain as nearly 
as possible uniform voltage across similar load units, Is not 
restricted to the enlarging of the main conductor or the main. 
If it is found that lamps out toward the 6nd of the line or motors 
in that vii^inity or street cars at a distance from the power-house 
are not receiving their power at high enough potential, it becomes 
necessary to go beyond the relief afforded by increased size of 
main. In such cases special conductors are run from the bus 
bars at the station to the point requiring a higher voltage supply. 
These lines are called feeders. They may originate with the 
same bus bars as the mains or they may come from buses of a 
higher potential by 10 or 20 volts. 

Suppose that in the case already discussed feeders are run 
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from the bus bare of a few volta higher pressure than those from 
which the mains start and are connected at points I and N. The 
drop along these feeders may or may not be just enough to bring 
the voltage across IN up to that of AB. If it does we will have 
a potential gradient as shown in Fig, 174. 

.The feeders need not be run to opposite points of the system 
(that is, to corresponding points of the two mains) but may tap 
in at different parts. One such scheme much used combines 
with a directly fed main on one side an opposite main connected 
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only at the further end by single feeder. This is called the <titH- 
paratlel system of feeding in contradistinction to the parallel 
system, just described. 

A better regulation of voltage for the system can be obtained 
by feeding the mains in antiparallel fashion at points about 
midway between the ends and the centers (i.e., at the quarterr 
way points). These two systems and their potential gradients 
are shown in Figs. 175 and 176. 

Calculations. — The arrangement of mains each as a closed 
circle or loop with an antiparallel feeder system gives good 
regulation. The potential gradient for each half of the circuit 
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will be identical with that of the antiparatlel system if loading is 
symmetrical. If this is not the case, we may illustrate the con- 
ditions by Fig. 177. 

Thia gives a fairly complex case which will serve to illustrate 
numerous details in the calculation of such circuits. The assump- 
tions made will'be that the load is concentrated at four points of 
the loop in unequal quantities. At the quarter point EF, 20 
amperes ia used; at the five-eighths point GH, 80 amperes is 
used; at the three-quarters point JK, 40 amperes; at the seven- 




Fio. 1TB.— PutoDtiiJ cnidieDt far iutermediBte uiti-parallel fcedins poinU. 



eighths point LAf, 40 amperes. Each main is a.ssumed to have 
a resistance of 0.01 ohm per one-eighth of the loop, as LD, both 
mains being alike. 

Inasmuch as the current in B will enter from the loop at D, 
where it is divided, part coming in each direction in the loop, it 
will be necessary for us in our calculation to distinguish between 
these two directions of flow. Wo may do this by assuming the 
clockwise direction in either main to be positive and the counter 
clockwise direction negative thci-eto. tThis <:onvcrition has 
nothing to do with the ordinary tonccption of positive and 



..yLlOO^IC 



CIRCUITS. 



207 



negative terminals or mains but ia merely an expedient to avoid 
adding two currents that may be opposed to each other.) 

Considering the 20-ampere load at EF alone, it is evident that 
it returns over two parallel paths to B, one a short path DE, 
the other three times as long DLJGXE. The current will divide 
inversely as the resistances of these two parallel paths. There- 




on looped mains. 

fore, 15 amperes will flow in DE in a negative direction (according 
to our convention) and in EXGJLD there will be a current of 
5 amperes flowing in the positive sense. These data are tabulated 
in the first row of Table XXI here shown, where the column 
headings indicate the sections of the mains being considered. 
Thus between D and E, — 15 amperes flows; from E to G, +5 
amperes flows; from G to J, +5 amperes flows, etc. 
Table XXI. 



LoB^iEF 


1-15 


-H5 


+ 5 


+ 5 


Load GH 


1-30 


~30 


+ 50 


+ 50 


LoAd JK 


-10 


-10 


-10 


+ 30 


Load LM 


-5 


_1^_ 


-5 


-5 


Currant 


i-60 


-40 


+ 40 


+80 


v. drop 


!- 1.20 


- 1.20 


+ 0.40 


+ 0.S 
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Similarly, the load of 80 amperes at GH would be returned, if 
alone, by two components 30 and 50 amperes. Therefore, the 
table shows D to E, —30 amperes; E to G, —30 amperes; G to J, 
4-50 amperes; etc. Each one of the four parts of the load will 
be handled the same way. Then, summing the currents in oach 
section of the main, we get the totals shown in row five of the 
same table. 

By the known resistances, we find the drop in DE to be —1.2 
volts (e = ir --60X0.02);inA'G,-1.2volts{ir =-40X0.03); 
inGJ, +4 volts ( + 40X0.01); etc. 
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Flo. ITS. —Potential gradient for unbaloiiead load on looped maita. 

We now have in the last row of the table all the potential 
drops of the sections of this one main. Similarly, calculating 
the data for the other main, Table XXII presents the results. 

In Fig. 178 are presented the results of both tables showing the 
potential gradient curve for the system. 

Table XXII. 



Umd EF 


, +15 


-5 


-5 


Load OH 


+ 10 


+ 10 


+ 10 


Load JK 


' +10 


+ 10 


+ 10 


Load LM 


. +15 


+ 15 

+ H0 


-25 


(^urtfnts 


■ +50 


-10 


V. drop 


1 +1.0 


+ 0.9 


-0 



The feeder AC has not been calculated, but it is shown in the 
figure as having the drop indicated by -the difference in level 
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between A and C. Similariy, BD is indicated. It is evident 
that M has the lo^'est voltage of all points upon the positive 
main, while G has the highest voltage of points upon the negative 
main. The lowest reading obtainable between the two mains 
will be from M to G. This reading will be less than that across 
any portion of the load. If there is 116 volts supplied to AB^ 
and 1 volt drop in BD, and 2 volta in AC, the voltage supplied 
to the loops is 1 13 volta across CD. This gives the following 
readings of potential across the various members of the load: 

EF - 110.8. . . .GH =\m.A. . . .JK =109.2 LM =109.9, 
giving an extreme variation of 1 . (i volts. The lowest voltage 
reading possible from M to G is 108,7 volts, being 0.5 volts less 
than that aci'oss any load unit. 

Furthermore, considering B as Koro potential, the points of the 
system have potentials: 

BO A lie 



J 30 A' 112.2 

L 2.2 H 112.7 

.\ltcring the load at any point immediately disarranges these 
values. For example, suppose the load at JK to be thrown off. 
The totals representing current values in each seL-tioii of the mains 
will be altered, becoming, in general, less, though in some cases 
there is an increase. The corresponding voltage drops will vary 
and hence the whole potential gradient will shift from what the 
figure shows in the assumed case. Such results are easily notice- 
able where lights are glowing when motors are supplied from the 
same lines. 

Grounding a point on the system can place, at mosit, a voltage 
of IIG volts to ground. This would occur if either -1 or B is 
grounded. The reading would be maximum between ground 
and the ungrounded brush. The grounding of any other point 
upon the line will cause only slight differences from the almve 
rea<ting, 1U> volts, because every point on each of the mains is 
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at nearly the same potential as one or the other of the bus bars. 
With lighting loads it is impossible to ground at the center of 
the lamp voltage, hence, any ground upon a two-wire lighting 
system may be considered as placing full potential between the 
other main and ground. 

A very prominent instance of the above phenomena is obtained 
in connection with railway work. Here, not only does the 
amount of the load upon the line vary, but so also does the 
location of the load change. A car may be compelled to stop at 
each cross street, which will bring starting points every 200 
to 400 feet. The grades will vary along the route as well as the 
loads upon the car. The car demands a heavy starting current 
or reduced running current. Thus, at intervals of a few moments 
the load represented by one car upon a system will vary from 
zero to maximum and to zero again, all the time changing its 
distance from the feeding point of the trolley wire. In parallel 
with this car there will be many more upon the system which are 
also unstable load units. With only a few ears the variations 
will be marked. With a greater number of cars running close 
together, the tendency is to even out the peaks and hollows of 
the load by superimposing upon the low places of one the high 
values of another. The lowering in the brilliancy of the incan- 
descent lights of a car when it is starting indicates the change 
in voltage between the trolley wire and the rail due to heavy line 
drop because of the large starting current. The potential gradi- 
ent of the system would show at that moment, not only a low 
point in the trolley wire voltage, but also a high point in the 
potential of the track return. 

The distribution of the load once determined, it becomes a 
matter of design to find the drop in each portion of the line and 
the feeders. This presupposes an assumption of copper cross- 
eection. Proper adjustments must be made then to bring the 
line drops within reason. The process may be reversed quite as 
well. We may allow certain line drops as maxima, then 
determine what the copper cross-section must be to give the 
proper resistance. 

It is not necessary to have the mains of constant cross-section 
throughout their entire length. It is quite uneconomical to do 
60 in many instances. By referring to the figures already shown, 
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it will be Been that in some places there are large currents while 
in others there are small currents. With the parallel system 
(Fig, 171) the mains at the outer end of the system will carry 
only enough current to supply one section of the load. 

From the standpoint of cost of copper, it would manifestly be 
economical to decrease this main in size as the distance from the 
generator increases. In fact, better voltage regulation may be 
obtained by using at the beginning of the line some of the copper 
installed at the outer end of the line. If load units are large and 
are concentrated at different points, this amounts to decreasing 
the size of the conductor after each load is reached. With smalt, 
uniformly distributed units as lamps, etc., the limiting condition 
gives a tapering conductor. The engineering value of the latter 
type of installation is very low. The coat of conductor is high, 
and the end attained by its installation is of questionable value. 
Loads vary considerably from the estimated values. Patronage 
increases above initial conditions. Hence any carefully calcu- 
lated system installed upon the basis of present estimate must be 
given a generous factor of safety before construction begins, 
with due allowances made for later increases. These nee<i3 
enjoin the engineer from the use of costly conductors and the 
parabolic and conical conductors have earned no very high place 
in practice even in antiparallel systems where they establish 
uniform pressure at all points of the load. On the other hand, 
they may be approximated by using successive sections of cylin- 
drical wires having different sizes, 

Thb practice has its proper place in economical design. Even 
there, however, it is generally found undesirable to make the 
sections very short in order to allow for more uniform decrease in 
size. 

Economy of copper is a very important consideration in the 
lay-out of any system of distribution. The voltage drop in the 
line varies as the current, being measured by ir. In order to 
transmit a given amount of power we may use low voltage and 
high current or high voltage and low current. In the first case 
we have a low voltage supplied and a heavy voltage drop due to 
large current. The voltage supplied at the load is much less 
than that generated and changes greatly with change of load. 
Tn other wonls, the voltage' regulation is very poor. 
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In case of high voltage and low current, the ir product is low 
compared to the voltage generated and great changes in load 
may occur without serious change in voltage received by load. 
Thia may be applied to reduce the copper area while keeping the 
regulation as before, or the regulation may be bettered, letting 
copper cost remain high. 

With ordinary incandescent lighting systems, the lamps 
require a pressure (nominally) of 110 volts. Actually, this value 
varies from 106 volts to 130 volta according to the system. 
Any great amount of load distributed at this voltagfe over a con- 
siderable distance would introduce very serious losses into the 
system as well as causing all regulation limits to be exceeded. It 
is, consequently, desirable to use a higher potential than 110 volts. 

This requires that the lamps shall be put in series, which may 
i)edone by putting two 110-volt lamps across a 220-volt constant 

+ - 



C) C) {J C) {) () 

0) () () () () {) 



potential system. If one of these lamps is broken or needs to 
be cut out of the circuit, the other will not operate. In order to 
avoid this difficulty, there is installed a third wire connecting the 
midpoints of all pairs of lamps as is shown in Fig. 179. This 
wire must then return to the midpoint of the generator. The 
extra wire la called the neutral wire, and the generator terminal 
to which it is attached receives the same name, the neutral. This 
is the three-wire system. 

If lamps are now installed in pairs and all are in operation, 
there will be no current in the neutral. When certain lamps upon 
one sitle of the system are turned off there is a current in the 
neutral. It may flow in either direction depending upon which 
side carries the heavier load. In fact, with unbalanced loads, 
it is quite possible to have a current in the neutral wire in one 
direction at one place, current in the other direction in another 
place, and no current at all elsewhere. The methods of genera- 
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tioii for this system and the arrangements for iseciinng the 
neutral will be discussed later. 

With the load conditions assumed in Fig. 180 the potential 
gradient of the system is also Ulustrated, The load units are 
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assumed to take 5 amperes each. They are distant from each 
other a little less than 100 feet. The positive and negative 
mains are No. 0, 6. & S. gage, which makes the resistance 
between load units approximately 0.01 ohm. 
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In order to determine the size of the neutral we will investigate 
the current carried by it with this arrangement of load. This 
may be done in either of two ways. 

1. Beginning at the outer end of the mains, the last load 
unit between + and ± , X¥ is balanced by YZ and may be con- 
sidered in series with it. Therefore there is no return current 
in the neutral from Y. The next section is found to be similar. 
Load VIKjhowever, has no corresponding load upon the opposite 
side. Its current must, then, return through the neutral to the 
next possible load, which is at V. Between W and U the 
neutral carries a current of 5 amperes. The next section carries 
no current. QS, however, must bring 5 amperes to the load ST. 
This current is in the opposite direction to that in WU, being 
away from the generator. It will be called negative, on that 
account, and it ia supplied from PQ. Similarly MN will supply 
QR; KL will supply UJ; etc. This method is equivalent to 
pairing oS the load units against each other, beginning at the 
outer end of the mains, and noting where current is present in 
the neutral and what its direction is. 

2. Perhaps a more satisfactory way, in general, is to calculate 
first the currents in the positive and negative mains. This is a 
simple summation beginning again at the outer ends X and Z. 
As each load takes 5 amperes, successive sections of the mains 
will have current values increasing by this amount wherever load 
is supplied. From left to right upon the diagram, the mains will 
have in successive sections 

5, 10, 15, 15, 15, 20, 25, 30, 35, 40, 45. Positive Main. 
5, 10, 10, 15, 20, 25, 25, 25, 25, 30, 35, Negative Main. 

But the differences between these readings must be present in 
the neutral wire. Subtracting the lower row from the upper row 
we have: 

0, 0, 5, 0, -5,-5, 0, 5, 10, 10, 10. Neutral wire. 

It is thus determined that the current in the neutral will be 
much leas than that in either main. In fact, the high efficiency 
of the system demands that loads shall be as evenly balanced 
as possible, from which a low neutral current results. Practice 
varies the size of the neutral from one-quarter the size of the 
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other mains to one-half the sizp, A quartcr-Hizc neutral will 
give in the present case resistances of neutral equal to 0,04 
ohms per section of about 100 feet. 

We are now ready to calculate results by the use of a tabular 
form also shown in the figure. 

Beneath each section of all three mains, in a diagram repre- 
senting the system, is placed the value of the current therein as 
previously explained. Above each section is written the resist- 
ance of the section. The product of these two, ir, gives the 
voltage drop occurring in that section. Summing these drops for 
each line outwardly from the generator will give, in succession, 
the total drops to those particular points. 

The negative brush B, may be taken as zero potential, which 
with 226-volt supply, will make the neutral 113 volts and the 
positive 226 volts. 

Starting with 226 volts, the potential of the positive brush, 
svbtract from it successively the summation drops along the posi- 
tive main giving the potentials of all points along that main 
referred to the negative brush. 

Starting with 1 13 volts, add to it, successively, the summation 
drops of the neutral {added because the conductor is considered 
as a return), giving potentials of points upon the neutral. Simi- 
larly, starting with zero and adding successively the sununation 
drops of the negative main gives the potentials of points upon 
that main. 

These three sets of potentials are plotted in the lower part of 
the figure, giving the potential gradient. There are given in the 
table the differences between these potentials which represent 
the load voltages. 

Occasionally, the three wire system is added to, by putting 
two more wires in, making five wires in all with an outer poten- 
tial of 440 volts. From the point of view of economy of copper, 
this is an improvement when the load may be kept balanced. The 
chief objection to it is that it is very laborious to arrange the load 
in the first place so that the neutrals carry little current, and 
even when this is done it is not likely to remain balanced. The 
same difficulty accompanies the use of three wire system except 
to a much lesser degree- 
Grounding may occur in such a way as to give 22G volts 
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maximum to ground or only 1 l.'J volts maximum. The latter 
occurs if the neutral is grounded. 

Feeders are conductors run from the station to points upon the 
mains, having the purpose of raising the voltage nt the points of 
connection to the main an<l thereby throughout the whole 
vicinity. No load is ever directly attached to feeders. The 
combination of such lines is fref|uently spoken of as the feeder 
and main system. Feeders may originate at the same bus bara 



+ F ■ 
+ • 



Fid. ISi.— Simple feeder calrulfllion. 

as the maips or they may be fed from bus bars maintained at a 
higher voltage than the main bus bars. They may run in pairs 
or singly. 

In the simple case of a single loud upon mains as shown in 
l''ig. 181, we may let 

L = 200 amperes = load. 

r =0.02 ohms = resistance of main. 

J = unknown = resistance of feeder. 

rf = 1 volt = allowable drop on one side of load. 

Then = resistance of main and feeder in parallel. 

7.1 ) ^ '^ =the allowed drop in potential. 

\\ hence j ^ 

Lr-d 

Or, using the numerical values above given 
X =0.0007 ohms. 

As the main has a resistance of 0,02 ohms, this gives a feeder 
of three times the size of the main, by the installation of which 
the voltage drop at the load is reduced from 4 volts per main to 
1 volt per main. That is, by increasing the copper cross-section 
to four times what it was before, we have reduced the drop to 
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one-quarter itbt original value. With a single load as above, this 
may be done by increasing the size of the main or by installing a 
fee<ler. The two achenies are very evidently identical. With 
intermediate loads, however, the two are not wholly identical. 
In order to show the effects of adding copper to the installation 
in different manners we will calculate the potential gradient for 
a syHtem under several <lifferent conditions. 



A 




B 




c 




D 




0-01 OHM 


100 


AMP 


'" 


,„ 


AttP 


.. 


200 


AMP. 


0.01 


100 


' 



Flo. 182.— Feeder alaulation with multiple load. 

Four equidistant loads of 100, 100, 200, and 100 amperes, 
respectively, are separated by sections of mains having resistances 
of 0.01 ohm each. Figure 182 shows these data. Results will 
be tabulated for the 110-volt main with 

1. No feeders. 

2. 0.04 ohm feeder to last load point of line. 

3. Doubled main to last load point of line. 

4. . 03 ohm feeder to next to last load point of line. 

5. Double main to next to last load point of line. 

0. 0.0225 ohm feeder to next to last load point of line. 

It will be noted that the copper used in the feeder in each 
instance duplicates that of the main to the point indicated. 
Therefore, Nos, 2 and 3 use the same amount of copper, as do 
also Nos. 4 and 5, Number 6 uses for the shorter feeder an 
amount of copper equal to that used in No. 2. 

Tabulating the calculations, we have as follows: 

No. 1. N'o Feeders. 



Current 
Drop 
Zdrop 
PotpntEal 
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\o. 2. Full LpiiRlh Fp<HtprH. 

I A , B c ; D I 



Current 
Potential 



137.5 '237.5 137.5 ,-62., 

3,375 2.375 1.375 I -O.i 

3.375 ! 5.75 ' 7.125 | 6.. 

) I06!625...104.25 102.875.. 



No. 3. Double Sized Main, Full Length. 



Current 

Sdrop 
Potential 



.105.5 104.. 



Current 
Potential 



No. 4. Tliree-quarter Length Feeder. 



No. S. Double Siied Main Three-quarter Lengti. 



Current 
Polenlial 



.107.5. ...105.5.. 



No. 6. Three-quarter Length Feeder, Large Size. 



Current 


271.5 171-5 1 71.5 100. , 228.5 


Drop 


1 2.715 1.715 1 0.715 1. 5.14 


2 drop 


] 2.715 4.43 1 5,14 6.14 — 


Potential 


110 107.3 105.6 104.9 103.9 
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Summarizing these tables and adding two columns showing the 
maximum drop in potential at the loads, we have Table XXIII. 



Caxe. 


Bus 


1/4 


1/2 




bar. 






1. 


110 


105. 


101. 


2. 


110 


106.625 


104.25 


3. 


110 


107.5 


105.5 


4. 


110 


107. 


105. 


5. 


no 


107.5 


105.6 


B. 


no 


107.3 


105.6 



3/4 




Maximum 


Variation 


97. 


drop. 


at load. 


98. 


13. 


8. 


102.875 


103.5 


7.126 


3.76 


104. 


103.5 


6.5 


4. 


104. 


103. 


7. 


4. 


104. 


103. 


7. 


4.5 


104.9 


103.9 


6.1 


3.4 



Without feeders the system will have upon it a variation in 
voltage at the lamps of 8 volts, which means a variation of 4 
volts each way from the intermediate value, 101 volts, allowing 
the same drop upon the other main. This would not allow the 



I. 1S3.— Relation of lite i 



d eaodle power of incssdeaceDt lamp to vottase resubtiOD. 



installation of lamps of one voltage rating upon the system for a 
variation of about 8 per cent, in voltage supply would change the 
candlepower by 40 to 50 per cent. The fact that there is a heavy 
line drop of 13 volts is not so serious as the one that the variation 
is enormous from point to point. On a lighting load we must 
design our circuit so that lamps in different localities will receive 
approximately the same voltage. The need of this is readily 
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Been by reference to Fig. 183, showing the variation in candle- 
power and life of a lamp with change of voltage across it, 

A feeder equal to the main and running to the end thereof 
reduces the maximum drop to 7. 125 volts, while the variation 
between load points is only 3.75 volts. The potential gradient 
shows a decided sag at the third load. 

Conditions of Case 3 may be obtained from those of Case 2 
by running jumpers from the feeder to the main opposite each 
load point. The result is to raise the potential gradient for the 
whole line except the end. Thus, while the maximum drop is 
less, the variation is greater than before. 

Shortening the feeder, allowing it to reach only to the three- 
quarters point, and attaching it at no intermediate points gives 
no greater variation than did Case 3. The maximum drop is 
slightly greater. That is, with a saving of 25 per cent, in the 
copper of the feeder the regulation is just as good as Case 3 and 
only slightly poorer than (^ase 2. 

Tying this shortened feeder in at each load point reached 
before its end gives a result similar to the previous case. Inter- 
vening voltages are raised but at the end of the feeder and beyond 
no change occurs. Naturally, the regulation suffers somewhat. 

If, now, we take the amount of copper used in the long feeder 
of Case 2, extending to the end of the line, and concentrate it upon 
a three-quarters length feeder, we have a better result in respect 
to both regulations and maximum drop. The figures for this 
case are 3.4 volts variation and G, 1 volts maximum drop. 

Before going farther, it should be noted that this calculation 
is for one main only, hence, with similar drop upon the opposite 
main we have a departure from normal of 3 . 4 volts across a set 
of lamps rated at the middle value. This still gives very large 
departures from normal candle-power and should be greatly 
improved in an actual installation. In this case, the mains 
should be enlarged and feeders installc*! as well. 

Our comparative results still are representative, and it is seen 
that a certain amount of copper installed as a feeder gives better 
regulation over a system if it runs to a point other than the end 
of the main; that a feeder tied in to the main at successive load 
points will raise the average voltage of the system more than it 
will if attached only at its extremity, but this is done at the 
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expense of uniformity of potential. In general, these two points 
will determine the connections made from feeder to main. 

In a lighting load, it may be necessary to raise the potential In 
a certain vicinity. This can then best be done by bringing a 
feeder to the point in question, In&smuch as lighting circuits 
cover so great a territory and ramify so thoroughly throughout it, 
it will generally be possible to tie main circuits together at 
innumerable points, in which case, the lightly loaded mains will 
sustain the potential of the heavily loaded mains at some value 
intermediate to their individual potentials. Wherever possible, 
lighting mains should be thus tied into networks, as it tends 
toward increased stability of the whole system. 

Feeders are still used in connection with networks, however, 
as they are the only means of relieving certain sections from 
the effects of overloads. They are then connected only at one 
point, 

. Railway loads differ in many particulars from lighting loads. 
Feeders paralleling the trolley wire are required for all such 
installations of any consequence. The load point is constantly 
shifting, however, and hence a feeder connected only at one point 
may be close to or distant from the place where the greatest 
relief is required. Moreover, the attempt is made to maintain 
as high voltage as possible under the bus bar potential at all 
points of the system. Mere uniformity of pressure is of no great 
importance, whereas high voltage throughout the system is 
important. Because of these several conditions, railway feeders 
should be tied to the conducting trolley wire at frequent inter- 
vals, the result being the same as if the trolley wire were increased 
in size. 

Another difference between the two systems lies in the fact 
that, due to other causes than voltage regulation, it is impractic- 
able to tie railway circuits into great networks as is done in 
lighting systems. Hence the paralleling of feeder and main by 
frequent ties is restricted in its application to limitetl circuits. 
Within the limitations allowed, however, it should be practised. 

This restriction of networks is necessary in order to provide 
independence from local troubles upon the line. Disturbances 
are much more liable to occur upon a railway system than upon 
a lighting system due to the nature of the load, its fluctuations, 
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the more exposed line construction, etc., and when they do occur, 
they may be serious enough to entirely cripple all lines tied to- 
gether by extending back into the stations. The greater the 
power represented in the network, the more disastrous may be 
the result of an accident. Even if sufficient protection ia pro- 
vided to avoid injury to apparatus, circuit breakers will open 
upon the lines and feeders represented, stopping cars and tying 
up traffic in all sections until the cause of the trouble is removed. 
When feeders are to be installed to points upon a network, in 
order to find what size conductor is necessary in order to sustain 




'"Efl o.DMa OHMS 
Fia. 184.— Fcedora with looped maina. 

potential at a given figure, we must know the resistance of mains 
or network to that point as well as currents and drops. Take, 
for example, the case of looped mains as shown in Fig. 177, with 
its potential gradient, Fig. 178. Suppose that due to the 
extension of service all loads are doubled in value. As currents 
are doubled, the drops are doubled. It ia desired to keep the 
point M on the positive nuiin at its original potential, 112.1 
volts, it being the lowest point upon the gradient. Similarly, G 
is to be kept at its value, '.i . 4 volts. Consider M, G being handled 
similarly afterward. 
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The new conditions are represented by Fig. 184, Feeders are 
run from positive and negative buses to M and U, respectively. 
The resistance of the feeder AM will be such as to halve 
the drop which there would be without it. Therefore, its resist- 
ance must equal that of the old circuit AXoM. This consists of 

AC{r= r= -^=0.0111) is series with the two parallel paths 

CfM{r=0.05) and CHKM (r =0.03). Whence the circuit 
resistance equals 

(0.30) (0.05) 

= 0.0299 ohms. 

This will be the resistance for the feeder AM. We now have a 
network of condui^tors such that there are four possible circuits 
for current to follow in passing from A to K, H or F. This gives 
a rather tedious calculation of current division derived by inverse 
resistances. 

We find, however, that the current and drops in different 
portions are: 

A C F M K H CAM 

I. ^ 224.8 -49. .3 -9.3 '-04. 5 j 15.5 I 175,5 '— ' 135.2 
Drops I 2.5 - 0.986 ,-0.279|- 0.645, 0.155[ 1.755— 4.00| 

This gives potential gradient as compared with the former condi- 



Old 116 114 113 

tion where the two values for M, 112.2 and 112,1, are identical 
except for small errors in the calculations. It wDl be noted that, 
whereas the old condition gave potential variation at the loads of 
1.0 volts, the new arrangement gives 3.4 volts' variation upon 
this one main. Without calculating the gradient of the other 
main we cannot tell what effect this will have upon load voltages, 
or how great will be their departure from a midvalue. 

As before noted, the feeder upon a 1 10-volt system may come 
from a bus bar which has a potential of 112 volts. In this case 
the feeder will not need to be so large in order to give the same 
relief. 
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Take, again, the case shown in Fig. 181 and discusHed on p, 21(». 
With the feeder coming from the 1 10-volt buses it was found 
that it would be necessary to install a feeder three times the size 
of the main in order to permit a drop of 1 volt per main. If the 
feeder is derived from a 112-volt bus bar we will have the condi- 
tions shown in Fig. 185. 



There will be allowed a drop of 1 volt in the main. Its current 
must, therefore, be 

i = — - = 50 amperes. 

This leaves 150 amperes to be carried by the feeder. But the 
feeder will have 3 volts drop {112-109). Its rosistante will, 
therefore, be 0.02 ohms. But this is the same as for the main. 
Hence, if the feeder originates at a 1 1 2-volt bus bar, it may be of 
the same size as the main, or only one-third what was required for 
the other ease. Or the total amount of copper used, mains and 
feeders, would be 50 per cent. less with the higher voltage feeder. 
Upon this plan, the corresponding auxiliary bus bar for the nega- 
tive feeder would be at a potential of —2 volts. This may be 
extended into network calculations and a derided saving in 
copper will be shewn in conjunction with the use of higher 
voltage feeders. This leads to the installation of auxiliary bits 
bars at stations, practice including sometimes three or four stops 
in potential. The lowest of the auxiliary buses are used upon 
smallest loads and shortest distances, reserving the highest 
voltage for long or heavily loaded feeders. Typical steps would 
be represented by pressures of IIO, 114, 118, 122 volts between 
pairs of buses. These would be so arranged that su^•(■essi^'0 
positive buses would represent potential differences of 2 volts, 
successive negative buses being similarly spaced. The same 
arrangement will apply to alternating cun-ciit distribution. 
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although we must there refrain from distinguishing between 
buses by the use of algebraic signs. 

While the design of mains and feedeia is extremely simple 
having once determined the allowable power loss or the voltage 
drop, the determination of that starting point is far from elemen- 
tary. It will take but a little work to determine that a feeder 
must be of such and such a size in order to bring voltage regula- 
tion within certain desirable limits. This, however, does not 
finish the investigation, which must be carried far enough to 
indicate the expense for the proposed scheme and the saving 
accomplished by it, reduced to the aimual basis. The economical 
design of the system may be quite a different thing from that 
needed for certain ends. A proposed improvement may not pay 
for itself. With networks of conductors or even with simple 
circuit conditions the ultimate solution is very complicated. 

The first promulgation of anything like a general law covering 
this determination is known as " Lord Kelvin's Law." Briefly it 
may be stated thus; The most economical conductor is that one for 
which the annuul interest upon capital invested vHll equal the annual 
cost of energy wasted. 

This "law" has been revised and extended in very many 
particulars, yet it is of doubtful value, except in a most general 
sense or an entirely specific ease. But the latter is never found. 
The solution contemplates the cost of conductor, whereas, line 
incidentals vary in connection with conductor changes but not in 
the same ratio. These ratios are hard to determine and can be 
expressed only approximately. An investment once made in 
line material and construction represents a fixed charge in 
interest, maintenance, etc. In the meantime, the power loss 
will vary with the load carried and may either increase or dimin- 
ish. The cost of energy wasted may be considerably less than the 
v<Uue of that energy, considered from the commercial .standpoint, 
provided there is a demand for all the power available, Kven 
then, we are not so much interested in the cost of power or of the 
price for power as we are in the margin l>etween these two, which 
represents earnings. The financial problem must contemiJate 
the frecjuent necessity of low first cost in order to allow any kind 
of a start to be made without imposing too large a burden of 
fixed costs before returns will warntnt them or backing can be 
15 
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secured to satisfy them. This is a very common condition 
imposed upon the engineer. It earricB with it the necessity for 
future extensions and enlargement after initial success has been 
attained. 

If all the very numerous conditions going to make up the 
problems of design were similarly effective in the various proposi- 
tions, this method would be of much assistance. Or, if similar. 
cases could be successfully grouped, there might be warrant for 
its use. But power systems are individual, and classification by 
certain standards will accomplish little when analysis begins. 

In general, where railway, lighting, or power distribution cir- 
cuits are concerned, and indefinite amounts of power are used, it 
is advisable to assume in design a definite line loss unless power 
supply is closely limited. This loss will vary from 4 or 5 per cent. 
for short distances to 15 or 20 per cent, for long distances. The 
larger losses would indicate ample source of inexpensive power, 
as water-power. If, upon the other hand, the power is purchased 
and the system contemplates distribution only, economy of 
handling is desirable, as it is seldom known in advance what the 
marginal difference will be between purchase price and selling 
price. If this were known, it would allow check calculations to 
be made balancing value of lost power against fixed charges 
accompanying increased price of construction. 

This needs one more point of advance information in order to 
become fairly secure. That is the amount of power used. Here, 
if power is purchaseil, small loss and small cost of installation 
must be balanced against each other. Wherever there is a 
limited source of power with a generous demand for practically 
all that can be furnished, low line losses are desirable, 

R«liability of service is a consideration which often very 
seriously affects the design, increasing cost in many cases by 
serious amounts. It is, of course, necessarily accompanied l)y 
increased ciifferencc between cost price and selling price. Situa- 
tions are numerous where this phase of the subject is of para- 
mount importance and all other considerations give place to it. 

For distributing circuits for combined light and power. Dr. 
Steinmetz, in his "General Lectures," reaches the following con- 
clusions in regard to copper economy, 

1. Two-wire direct-current or single-phase alternating-current 
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1 10-volt circuit, used for short tliatanceB only, may be used aa the 
standard of reference and therefore uses 100 per cent, of copper. 

2. Three-wire direct-current or single-phase alternating-current 
110-220-volt circuit, with neutral at half size outer mains will uao 
3 1 . 25 per cent, of copper. 

3. Four-wire quarter-phase alternating-current circuit, each 
phase being 110 volts, copper used is 100 per cent. 

4. Three-wire quarter-phase alternating-current circuit, each 
leg 110 volts, with common wire 1,41 times the size of outer 
mains, uses 72 . 9 per cent, copper, 

5. Three-wire, three-phase alternating-current circuit, line 
voltage, 110 volts, uses 75 per cent, of copper. 

(i. Five-wire, quarter-phase alternating-current circuit, with 
1 10 volts between each line and neutral, with neutral of one-half 
the size of each outer main, copper used is 28. 125 per cent. 

7. Four-wire, three-phase alternating-current circuit with 110 
volts from each line to neutral, with neutral half the size of each 
outer main, uses 29. 17 per cent, of copper. 

8. Four-wire, three-phase alternating-current circuit, with 220 
volts between mains, with neutral placed between two lines only 
forming a 110-volt, single-phase lighting circuit with a 220-volt 
three-phase power circuit, uses 31.25 per cent, of copper, for 
lighting, but only 18.75 per cent, for power. 

Summarized, these may be illustrated by Fig. 180. Xumber 2 
is most frequently employed with its very low percentage of 
copper, 31 . 25 per cent. Number 8 is practically the same thing 
except that an additional wire is used to give three-phase power. 
This will permit the installation of polyphase motors upon the 
line, while No. 1 will allow only single-phase units. 

It will be noted that, wherever the distribution can be described 
as an approximately double voltage system, economy is marked. 
Numbers 2, 0, and 8 are at 220 volts. Number 7 is at 190 volts; 
these save considerable copper. Number G has five conductors, 
however, which means a greater cost of installation and main- 
tenance. 

In the foregoing discussions, we have assumed certain con- 
ditions of supply without indicating how these particular relations 
of voltages, etc, are ordinarily secured. 

For example, the three-wire system has been mentioned, 
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wherein, with either direct current or alternating current, the 
distribution voHage is at double the potential used by the lamp 
unit and a third wire, called the neutral, is installed, being of a 
potential midway between the two main conductors. 

With alternating current, this end is very easily attained, as it 
is a simple matter to bring a middle tap out of a transformer 
secondary, to put two transformer secondaries in series, with the 
neutral coming from their common point, or even to bring a 





middle tap from the generator, if only short distances arc served. 
Ordinarily, of these three conditions (a) (6) and (c) of Fig, 187, 
the first one is most commonly seen. The distance from genera- 
tor to transformer may be several miles if desired, and the 
voltage Used for this two-wire distribution may be high enough 
to give economy of construction. If long distances arc necessary 
it is best to transmit by high voltage three-phase circuits separat- 
ing phases and using lower [jotcntial, as 2:j(K) volts, from sub- 
stations to local transfoniiers placed upon poles and changing to 
220 volts with 110-volt neutral. 
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Flo. 187.— Souroos of supply far three-wire 
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With direct currrnt the matter is not so simply arranged. In 
order to bring out tlie neutral of an armature winding used with 
commutator and brushes, it is customary to arrange circuits aa 
ahown in (d) Fig. 187. This thrce-trire generator has two slip 
rings diametrically connected to the armature winding. A 
reactance coil is placed across the circuit from the center of which 
the neutral may be taken. Another way of securing this is by 
placing upon the armature an auxiliary winding of half the 
number of turns and permanently connecting it to the main 
windingatone point (e). Thepoint upon the secondary winding 




Fm. 18S.— Brinsin* 



diametrically opposite to the point of connection is the neutral 
point of the armature. One lead coming out to one slip ring will 
give this neutral connection and no reactance coil is required. 

Two generator armatures placed in series {/, Fig, 187) is, 
perhaps, the simplest scheme use<l. 

One generator with a storage battery floating across the line 
will allow a neutral to be brought out of the midpoint of the 
battery g, Fig, 187. An auxiliary generator may be used 
between one line and neutral (A), where it will operate as gener- 
ator when its side of the system is overloaded, but will run as 
motor when the other .side carries the overload. Its driver 
should be arranged to pump back upon the line. This may be 
done by belting it to the main generator, or, as is quite frequently 
(lone, the motor may be similarly in-stalled between neutral and 
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the other main. This (j) ia known as a halaticer set, and the motor 
and generator relationship will trhange between the two menibera 
of the set with a shifting of maximum load from one side to the 
other of the system. 

When rotary convertora are used to give 500 volts direct 
current for railway work, it is frequently desirable to secure 
250-volt circuits for light workshop motors, etc. This may be 
done by bringing a neutral wire from the center of the trans- 
formers supplying the rotary eonvertor. This point is of exactly 
the same potential as the neutral point of the armature winding 



00 




Fio. 189. — AiuilUry genBralom with three-wiro lyatem. 

would be if such a point actually existed. The diagrammatic 
sketch of Fig. 188 will make this relationship clear. 

Numerous other less common schemes exist, using combina- 
tions of boosters, balancers, etc. When auxiliary bus bars are to 
be used for sending out long feeders, it is usual to install additional 
generators. This is illustrated in Fig, 189. 
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CHAPTER Vril. 
CONSTANTS OF CIRCUITS. 

Resistance. — All material used for conductors present reinst- 
ance to the flow of energy. This property of conductors has 
already been discussed in the first chapter. There we found 
copper to be the best material commercially available, as It has 
the lowest resistance. Owing to lightness of aluminium this 
metal stands a close second in choice, though its resistance is 
considerably more. 

The resistances noted in that discussion, however, are the true 
ohmic resistances, values which may be observed with the use of 
direct currents, and they are the causey of the heating of the 
conductors. That is, because of the resistance, it requires the 
expenditure of energy to transmit power and this energy loss is 
measurable. 

We have then 



Either means suggested by this formula may be used in the 
determination of the resistance, the measurement of power loss 
and current or the measurement of voltage and current. This 
axHumes no leakage current, or, at least, by neglecting to correct 
therefore, one includes the leakage path as a part of the circuit 
measured. 

Alternating eurrent may not be used in this reading unless 
other restrictions are made. 

With alternating current flowing in a circuit, there is an alter- 
nating flux set up around the conductor. This flux cuts adja- 
cent materials during its alterations and there results therefi'om 
an induced voltage in the sidistance. This will cause to flow a 
load current, in quantity depending inversely upon the resistance 
of the path of flow, A corresponding loss is introduced due to 
these seconifary currents. 
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There ia likewise an energy loss in the power required to reverse 
the magnetiitm of iron (or other material) in the immediate 
vicinity of the circuit. This hysteresis loss also uses power from 
■ the circuit. 

Unequal current diatribution, especially noticeable with the 
use of iron conductors, gives the effect of smaller cro38-«ection of 
wire. This gives a similar, though small effect, with large copper 
conductors and in every case is greater with increased frequency 
of alternations. 

Here, then, are those additional sources of loss of energy which 
will be included in the reading of power loss. Hence, in desig- 
nating the rexvltaiil resistance of the circuit as in opposition to the 
true ohmic resistance, we use the term effective resistance, because 
the circuit has the same effect upon current flow as if it had 
this particular ohmic resistance without other losses. 

It must be remembered, therefore, that the effective resistance 
of a circuit will exceed the ohmic resistance by an amount 
depending upon the hysteresis loss, eddy current loss, unequal 
current distribution, etc. The general nature of the circuit will 
tell whether or not the effective resistance will be appreciably 
different from the ohmic resistance. For example, in an aerial 
transmission line the hysteresis losses in dielectrics, the eddy 
current losses in conductors, the skin effect, etc., total only a very 
small percentage of the whole resistance and are generally 
neglected in calculating the circuit. 

The self induction between wires carrying alternating current 
depends upon dimensions as may be seen by the formula for the 
coefficient of self induction. 

Unit current flowing in a circuit sets up a certain field of force 
about the conductor. The coefficient of self -induction is the 
number of lines of force interlinked with the circuit per unit 
current. 

For all practical purposes, sufficient accuracy may be attained 
in its calculation by making certain approximations. It will be 
assumed that the conductors are distant from each other far 
enough so that the radius of the conductor is small compared with 
the interaxial distance; that current distribution in the conduc- 
tors is uniform; that in integrating flux from one conductor to 
the other by proceeding to the center of the second wire we have 
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nveragetl the effect of that flux cutting the uccoiid conductor; 
that permeability of the surrouuding medium is unity. For 
cables at short disitances from each other these assumptions 
cannot be made with impunity. 

Figure 190 gives the conditions of the circuit. 
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Fia. leo. — CnlculstioD of coefficienl of BeU-inductkin. 

Flux in any elemental shell dx, of radius a:, from vl to B is set 
up by that portion of the current within the shell. This current 
is only ^ portion of the total current /. 

«,-">■ 

It exerts a magnetomotive force in the annular zone rfz amount- 
ing to J centimeter-grarame-second units, the path being 2nx 

in length. Hence, the magnetomotive force per unit length of 
path is 

X* xl . 

■ I -h2zx = - e. g. s. units. 

The flux pro<lucecl in the cylindrical shell of thickness dz is 

This flux, however, does not represent an equivalent number of 
interlinkages, because it surrounds only ^ of the conductor and 
its current. Therefore, we have 

2x1 , /x'\ 2x*/ , 



^e:)=> 



dx interlinkages. 
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The limitu of integration for this comlittoii are x '= o iiiitl x = 
beyond which, conditions change. 
"^21 i 



2/ r*" 2//r*\ / 

— I x'di— -( 1 =_, interlinkages within 



conductor. 



Beyond the surface of this conductor the magnetomotive 
force per unit length of path is / -i- 2nx. The resulting flux will 
be, for width dx, 

X 

The limits, aa stated in our a&tumed conditions, will hex = r and 
X =,d, counting to the center C of the opposite wire. 
d 



Cdx d 

2/ I --2/log, . 

Jr» ' 



This flux interlinks with the total wire so that we have inter- 
linkages: 

/ d 

■^ = 2+2/log,^. 

Whence the coefficient of self induction per unit length of con- 
ductor is * 
A 1 d 
L= -=-+21og,-, e.g. s. units. 



L per cm. of wirfl=-fo.5+2iog, - J 



10"* millihenrys. 

The presence of the natural logarithm in the formula necessi- 
tatee the uae of a re<luction conatant with common logarithms, 
hence, if 

log is to batfe 10. 
(i = distance between centers of two conductors, 
r = radius of conductors. 

L = self inductance of each conductor in millihenrys. 
We have 



I.54U). 



0.5 + 4. 01 loK )lO""= L per contimeter. 
5+4,01 log )lO-"= L per inch. 
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ni).4s(0.5 + 4.iil lii;;— jl()-"= /, pf I- foot. 
304S0(0.5 + 4.C1 log )lO-'= L per 1000 feet. 
10093ofo.5+4.01 log ]iQ-'= Z, per mile, 



"When a three-phase circuit is considered with conductors at 
vertieea a.b.c. of an equilateral triangle, the flux set up by current 
in any one conductor does not pas8 between the other two con- 
ductore. That is, the inductance of ab is not affected by c. 
However, b does not carry all of the return current for a besides 
which it does carry some return current for c. The current cycle 
in a is the same as that for 6 except for the phase. 

The self inductance of a will be as liefore determined for one 
con<luctor of a single-pha.se circuit, because we may consider the 




single conductor a with return circuit at b and c both wires distant 
d. similarly, t he self inductances of b and c are the same amounts, 
but the effects do not a<ld directly, because of the phase differ- 
ences in the currents. In fact, the familiar Y vector diagram 
will be of use in untlerstanding the conditions. Considered as 
individual conductors (that is, positive outwardly from the same 
end and not as returns) they differ in phase by 120°. 
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In Fig. 191 the vector L^ represents the self-inductaace of con- 
ductor a per mile and is equ&l to 

i„ =0.0805+0. 741 log -. 

Similarly, Z-j and L^ have the same values, but are combined with 
L^ and each other at angles of 120°. The inductance of the loop 
ab is, therefore, the vector difference between /.„ and L^ (differ- 
ence because they are not considered as return conductors). 
Similarly for be and ca, whence 



Lal.= L^ 



[,_^^ = y'3fo;0805+0.7411og V 



When a two-phase, four-wire system is used, if the four con- 
ductors are located at the corners of a square the two phases may 
be considered separately. The inductance per mile of conductor 
is, as for the single-phase circuit, 

Z-= 0.0805 +0.741 log . 

Per phase of two wires the value is twice this. Per circuit of 
two phases, the phase inductance is divided by two, reducing the 
value to the same as for one line. 

Subdivision of a conductor is often said to decrease the induc- 
tance. This is an error caused by confusion of the ideas of 
inductance and inductive drop. By examining the formula for 
the value of L it will be readily seen that decreasing r will increase 
L, the direct opposite to the above statement. The effect upon 
inductive drop, however, may be to lessen it. With an alter- 
nating current circuit, the voltage drop due to self induction is 
measured by the rate of cutting of the lines of force through the 
conductor loop. Reduced to volts, the expression becomos 
/j"£_ = 2i:fLI where L is measuretl in henrys and / is fre<|upncy. 
The quantity x^ is calle<l the reactance and ecjuals 2nfL. Whence 
it is seen, that by dividing each of the conductors and separating 
the two circinl« far enough so that they haveno mutual pfffct, 
while X£_ increases slightly for each line, the product /j:,_ will i»o 
little more than half the former value, because / is halved for 
each circuit. Subdivision of conductors increases the self 
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inductance of the circuitB but separation of the circuits will 
decrease the voltage drop. Consequently, where inductive line 
drop is excessive due to low voltage and heavy current, the 
installation of two or more parallel lines is advisable. 




The inductive di-op upon the line i.^ combined with resistance 
drop at right angles. To illustrate, in Fig. 192 there is shown E„ 
the generator voltage, with /, the current supplied at an angle a 
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in advance. The drop clue to resistance requires a supply in 
phase with the current, It = E,, while the drop due to reactance 
requires a supply in advance of the current by 90°, Ix^ = E^ 
These two add to lz = E^ where z=\/r' + x,_'. It is seen, then, 
that the drop due to the impedance z will be the cause of subtract- 
ing from the generator voltage the vector £,, leaving E as the 
supplied voltage at the receiver end of the line. 

Figure 193 shows a similar condition for a three-phase circuit. 
The line voltages at the generator are represented by the sides of 
equilateral triangle Eg, E'^, tf}. The receiver voltages are 
similarly indicated by the triangle E, E' , E". 

Capacity. — The two wires of a circuit maintained with a 
potential difference between them induce charges upon each 



Or 



<^ 



r smff Le-phaae kiJ 



Other. The capacity of the line is the ratio of the charge upon the 
line, to the potential causing the charge. Or, what is the same 
thing, it is a measure of the quantity ot electricity held by the 
line when it is charged to unit potential. 

It may be calculated or measured. For normal transmission 
lines we may assume that the charge is uniformly distributed 
over the conductor. This will not hold for wires or cables placed 
close together. .Vssume two conductors of a circuit as having 
(Fig. 194). 



r-* rod iua of conductor. 

d ^distance between centers of conductors. 

X — diittance from cenlir of one conductor to si 



e point between the 



Q =the charge upon each wire, negative for R, poHitive for A. 
k —Specific ind. cap. and ix assumed to be that for air —1.0. 
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The electrostatic field about the conductor A due to its charge 
will have a value inQ, while at a distance x from the line its 
intensity will be 

iKQ ^ 20 
2}ix X ' 
The electrostatic field at the same point due to the charge — Q 
upon B will be measured by 

2ff(d-x) " rt-x' 
The resulting intensity is 

•2Q ^ 2Q 
X d— X 
The potential obtained by a particle moving from the center 
plane C, which is at zero potential, to the surface of the conductor 
A will be the same as that of the conductor. 
The potential is 

d 
^''^- ^'^)dx = 20[log^-log/d-.r)l2 



S: 



. X d — xl 



= 2Q(iog/- 'y 



Charge for unit potential will, therefore, be 



/ d-r\ d-r 

■2Q{log, ^ j 21og, ^ - 



Again, where d is large compared to r, d— r may be considered 
as equivalent to d. Hence, we may for ordinary aerial lines, use 

C= elect rost lit iu units. 

2 log.' 

If WG change our system of imits to the electromagnetic units 
un<l let 

C'= capacity in microfariidM of one comluclor in respect to the 
neutral plane, 
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rf= interaxial distance between conductors, 
r= radiua of wire, 

logs are taken to base 10, 

then. 



0.241 


10- 


• = C' per 


cm. of w 


■ire. 










0.813 


10- 


' = 6' per 


inch of ' 


rt-ire. 










7.36 


I0-" 


=:C per foot of wire. 










TM'iO 











10-» = C per 1000 feet of wire, 
log 

38780 ., , . 

10 =C per mile of wire. 

log 

0.03878 ^ -, t • 

or ■ = C per mile of wire. 

log^ 

The capacity of the circuit (conaisting of two wires) for each of 
the.se respective lengths will be half the above quantities, aa 
we may consider that there are two iine-to-neutral capacities 
placed in series across full potential. Hence, we may consider 
the line as having ii certain capacity per line re/erred to line-to- 
nentrtd voltage or as having one-half that capacity referred to line- 
to-line voltage. 

With a three-phase, three-wire system, the capacity of each 
wire to neutral is represented by the formula as above given for 
line-tu-iieutrnl with two wires. The distance between wires ia 
Btill given as d. That is, the equilateral triangle is of aide d. 
This may be proven analytically or it may be shown by the follow- 
ing proceiw of reasoning. 
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In Fig. 195 is shown a three-phase line with wires at A, B, and 
C. The radius -oi each wire is r and the axial distances between 
them d. 




Fjo. 195.— Capacity of ihree-phuM oiwuit. 

Considering two wires, A and B, the Hne-to-neutral capacity of 
A would be, per mile of conductor, 

0.03878 

log 

The capacity of A to neutral Z will similarly be 

0.03878 

^''"- , d ■ 
log- 




Pio. 196.— Veotor m: 



These two capacities are in parallel but are not effective in 
time phase with each other. In fact, they must be added ver- 
torially at 120° displacement because that is the displacement 
between the electrostatic stresses between the two phases. This 
gives Fig, 196, where as vectors 



c^=c„+c„ 
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But C^a is nuinericaUy the same as C^ or C^^, etc. 
Therefore 



Tliis gives the line-to-neutral capacity of each line, across which 
line-to-neutral voltage is impressed. 

An infinite capacity would act like a short circuit upon the line, 
as is shown by the formula for the reactance due to capacity, 

I 

X = — * 

The reactive drop in voltage is 

"'-i'/c- 

and is negative in comparison to the inductive reactance. Thus 
we have for the total reactive drop, due to both inductance and 
capacity in the same circuit, 

E^=I{x,-i,)=lx. 
The resultant of the two adds to resistance drop at right angles, 
giving for impedance drop 

Other Line Constants. — The circuit conditions above discussed 
are the ones most frequently used in practice. Ho abo are the 
values of inductance and capacity there derived the most 
important. There are conditions, however, where muttml 
ittductance of circuiU, inductance of U)te to yround, capacili/ 
between circuila or capacity of line against ground may be of prime 
importance. 

This group of line constants for the ordinary transmission line 
is not normally very important in operation with the exception 
in one case, perhaps, of the mutual inductance and capacity 
between circuits. These become of serious consequence in the 
case of a telephone line which closely parallels a power line. 
They are generally otherwise avoidable, to such an extent that 
their effects are neglected in calculations. 
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The constants of the line in respect to ground, as before stated, 
do not affect normal operation except under special circum- 
stances. They become of great importance when abnormal con- 
ditions occur, such &s the grounding of lines, surges upon lines, 
lightning discharges, etc. The most important of these will be 
discussed later in connection with line phenomena. At present, 
we will simply derive the values of such constants as will be 
needed in these after discussions. 

In the case of two aerial lines, there exists a midplane of zero 
potential. The lines of force and equipotential surfaces form 
cylinders about the conductors, but not concentric thereto. 
When one line is considered as opposed to ground, the ground 
surface becomes the plane of zero potential. The lines of force 
and the equipotential surfaces about the conductor resembles 
those just described for one of two wires. 

That is, lines of force and equipotential surfaces may l>e 
represented as if there were a return conductor below the surface 
of the ground at a distance equal to the altitude of the conductor 
above the surface. This would make the earth's surface the 
midplane of zero potential. The convention usually refers to the 
subterranean conductor as the imaffinary conductor or the image 
of the real conductor. 

The calculations then proceed aa before and we arrive at 
expressions identical with those reached previously, namely; 

0.0805+0.741 log =L per mile of conductor, 

0.03878 „ ., , , 
-r"=^ per mile of conductor, 

log - 

where the symbols are interpreted according to the above 
discussion, giving 

L =inductance against ground, in niillihenrys, 
C =eapacity against ground, in microfarads, 
d =2A=twice the height of conductor alwvc ground (i.e., the 
interaxial distance between the real conductor and its 
im,age) . 
r = radius of conductor, 
logs arc taken to base 10. 
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This rostafrnidif of symlmlrt iiitroiliicos nolhing new oxcopt (lie 
Imiatlpiiing in onler to incliiilc t!ic iiiiiiginiiry ii'tiirii cuiKliictur. 

We may, therefore, conaijer the two caaes an ^ 

identical, and make use of the same fundamental 
conceptions. 

Mutual inductance, the effect of a power line 
upon an adjacent telephone line furnishing a 
noteworthy example, la a measure of the flux set 
up by the one line and interlinked with the other 
circuit, for proper units of current, etc. A 

In order to calculate this effect, it is, therefore, 
necesaary to derive, first, a statement for flux 
interlinkages. Fig. 197 shows a power circuit .4, 
B, C, with a telephone circuit S, T upon the same 
pole line. It is evident that the flux interlinked 
therewith depends upon the distance from one 
circuit to tfce other, the position of the telephone , *^- J^';-!?- 
Wires in respect to each other and the power line toiephoM Lm. 
and the distance between the telephone conductors. 

Let 

n, = distance between A snd S. 

a, = distance between A and T. 

bj = distance between B and S. . 

bf = distance between B and T. 

Cj = distance between C and S. 

Cj = distance between C and T. 

The effect between A and S and between A and T will be, 
respectively, 

/-a, -"0.0805+0,741 log — ^ millihenrys per mi. of conductor. 

Lo,=-0. 0805+0. 741 log ' millihenrys per mi. of conductors. 

The difference between these two values (AfJ gives a measure 
of the local disturbance of the circuit -ST by the wire A. This is 

W =Z,„-L^=0.74lflog "'-log -') =0.741 log "'. 

\ r r/ a, 
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Similarly, 

/ b, 0,\ b, 

Jli'j=0.74l(!og-^-log-)=0.741Iog--. 

Af,=0.74l(log'^'-]og''')=0.74llog*^'. 

\ T T/ C, 

These three inductances are components of the mutual iiiductaiwe 
of the two circuits, but they are displaced from each other in 
time phase by 120°. They add vertorially, therefore, giving, by 
means of resolving them into components along M^ and perpen- 
dicular to Afg, 

M = .y[{M;,- Ml, COB 6CP-M^ COB 60°y + 

(Mb3in60°-M, 8in60°)=] 

= \/[M/ + A/s' +1V- MJI^~ M^M^- M^M,] 

where M is the mutual inductance between the two circuits 
measured in whatever units, L„, L/,, and L^ are, generally milli- 
henrya. The induced voltage in the circuit ST will be, 
E = lx=2-fMr, 
where, 

/ = frequency in cycles per second, 
jV/ = mutual inductance in henrys, 
/ =current in amperes, 
E = voltage. 

Electrostatic induction between the two circuits induces a 
charge upon the telephone circuit. This places the telephone 
conductors at a potential against ground. The potential may be 
high enough to introduce considerable danger into the ordinary 
process of merely hanflling the telephone receiver. 

The potential of the wire S, Fig. 197, will be calculated by the 
same process that was used in determining the potential of one 
wire in the problem of line capacity. The limits of integration 
will be determined by the distance of S from the neutral plane, 
the earth's surface. 

For the sake of convenience, let the distance of each conductor 
from ground be represented by the minor of the same letter as is 
u.setl for the wire (o, b, c, s, t). 
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Then, approximately, we have the following results, 

J»/2Q 20 \ 2a-r 
( -+— -=-)dx=2Qlog, 
r\x 2a-x/ r 

J" /2Q 20 \ a + s 

a-s\^ 2a-x/ a~s 

If it ifl desired to state the latter in terms of dbtance between 
main and telephone line, AtoS, the form becomes, if o,=a— «, 

2a- a. 
Potential to S =2Q log,— -. 

The form of this expression is, of course, similar to that for poten- 
tial of A, where r is replaced by a^ 

These potentials are expressed, in absolute units and in terms 
of natural logarithms, but they have the same ratio as the volt- 
ages of the two wires and, moreover, the logarithms may be 
taken to base 10, as we are interested only in their relative values 
in this particular case. 



K , 2a-r , 2o-r' 
log — log 

r r 

If, then, the potential of .4 is E^, the potential of S above ground 
due to A, will be 

log 

'''\-2a-r- 
log - — 



Similarly, if 



we have potentials of 5 due to B and C, respectively, 

log 

^^=^- 26-7' 
log 
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log — 

The potpntia! of S will be the vector aum of these three quantities 

takrn at angles of 120°. 



= VV + efc" + e^^ - e^ct - eflCc - f iF^j- 
The potential of 3' above ground will be different from that of 

iS, inasmuch as the distance ( is not equal to the distance s, but it 

would be derived in the same manner. 

Line Regulation. — Having determined L and C, and thence 

yj and x^, the value of the line drop is 

The vector of voltage required to overcome this line drop must 
be subtracted from the vector of generator voltage in order to 
ascertain the vector of delivered or receiver voltage. Or, vice 




versa, it must be added to the receiver voltage in order to obtain 
the generator voltage. 

This is the problem of calculation of Hie regidalion. It may 
be solved graphically, trigonometrically or by complex quantities. 
Probably the second method is as satisfactory as any for the 
actual calculations, being more accurate than the graphic 

• We here uraume that Fnpacity anil inductoDio o( the line an in serin with pub 



snil in the calFuUtiDiis of a, 
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method in cases of small line currents, A familiarity with nil 
three methods, however, permits their eflicieiit commingling, as 
will be done here. 

Figure 198 will make the problem clear. 

Let 

/i'o=generator voltage, 

E = receiver voltage, 

/ = current, 

T = resistance of line, 

X =a:(—j;e = reactance of line, 

z = impedance of line, 

cos fl = power factor. 

It is generally advantageous in power utilization if E, the receiver 
voltage, can be kept constant, allowing the generator to regulate 
for varying line drop. This variation in line drop may be caused 
by change of load or change of P. F. of the load. 

Suppose, then, that E is constant. We may use it as the 
initial line. At an angle d with E will be laid off /, lading if the 
load is inductive, leading if the load is condensive. In this case, 
we will assume a lagging current in respect to the voltage. The 
vector for voltage required to overcome impedance drop la 
easily located by combining E,= fr, in phase with the current, 
with £,= Ix, 90'* ahead of E^ This gives £„ which adds to E 
in order to obtain Eg, the voltage required at the generator. 
The vector diagram shows relations of the quantities in both 
magnitude and phase. It is, therefore, evident that to E must 
be added the projections of E, and E^ upon the initial line, 
while their projections upon a line perpendicular to the initial 
line will be added at right angles. Hence, 

Eg=V(E + Ir cos + IxamO)* + (lr sin 0- Ix coa Oy. 

With leading current, the expression is identical with the 
above, but the sin become^ negative and thus affects the 
results. 

If Eg is constant, this expression may bo used in the form, 

E^\/Yg'-(_Irain 0-Ix voa ff)'-(/rcos O + Ixs'mff). 
These equations are identical with those in complex quantities 
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if vfv remeiiilwr the conventions thijt in this case may be stated 
aa 

I cos 0=i. 

I sin 0=i'. 

E —e, being initial line. 

Therefore, 

E„=e,+ie'„={e + iT+i'x)+j{i'r-iz), 

where the eymbol / indicates the right angle relation between 
the vectors to be combined. Or, again, 

e = e^+ie'o-j{,i'r~ix) - {ir+i'x) 
= Cg— ir~i'x + j(e'„— i'r + Vx). 

This process of finding the line drop and, thence, the required 
generator voltage, properly applies to a single-phase circuit. 
With a three-phase circuit it should be calculated in respect to 
neutral, as for each leg we would duplicate this calculation 
quantitatively. Voltage between lines ja then ascertained l>y 
multiplying leg voltage by -y/S. 

Charging current of the line ia 



where 



* X, 1/2 ^yC 

E = voltage to neutral, 

i, = charging current at generator, 

(7 = capacity to neutral measured in farads, 

/ ^frequency. 

This current does not traverse the whole length of the line, as the 
total capacity is not concentrated at the end of the line but ia 
distributed approximately uniformly along the entire length. 
It is, obviously, incorrect, therefore, to calculate line drop for 
this current for the whole length of line or to assume the charging 
current as combining with load current at the receiver end. The 
accurate calculation for these conditions becomes complicated, 
so that approximations are made. The effect of this varia- 
tion in charging current along the line is to vary not only 
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the (lUiiiitity of current, but also the currcut pliaae, Imjcuu-sc, to 
a given load current is added a right-angle tomponeut of changing 
length. This phenomenon is noticed, especially, in connection 
with long-distance transmission lines, underground cable systems, 
high-potential transformer windings and reactance coils for high- 
frequency currents. 

There are several methods of solution possible which more or 
less closely give satisfactory results depending upon conditions. 

When charging current is less than 25 per cent, of load current, 
with about 10 per cent, line losses, it is generally sufficiently 
accurate to assume the capacity as concentrated in one condenser 
shunted across the line at the middle point. Above these values, 
up to perhaps a 50 per cent, charging current, or for more refined 
calculations with the lower values, an increased reliability will 
be attained by assuming the capacity aa made up of three parts, 
one-sixth at each end and two-thirds at the center of the line. 

As an example of inaccurate results reached in some cases, 
Steinmetz shows the necessity for refined calculations for one 
particular case in his book "Transient Klectric Phenomena and 
Oscillations." In this case the line-to-neutral voltage was 
60,000 volts, the load delivered 200 amperes at 90 per cent, 
power factor lagging current, frequency 60 cycles, length of line 
200 miles. Roughly, the charging current was 65 per cent, and 
the line drop about 15 per cent. Calculated accurately, the 
results may be tabulated as in the first three columns of Table 
XXIV. 

Table TSaV. 



Capacity. 




Distributed. 


None. 


Rec. 


j GeD. 


Condition at 


Rec. 


Mid. 


Gen. 


Gen. 


Oen. 


Gen. 


Current. 


200 


178 


175 


200 


186 


170 


Voltage. 


60000 


66400 


70700 


7640D 


66000 


76400 


Power factor. 


0.90 


0.979 


0.993 


0.83 


1.00 


1 0.fl.t 




lag. 


!<«. 


lead. 


lag. 




lead 
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By entirely nrglprting the line capacity tho fimrth column of 
the same table is obtuincil. The fifth (.■oliimii givcH results whon 
the entire capacity is supposed to be concentrated at the receiver 
end of the line and the sixth column represrnta conditions with 
total capacity located across the line at the generator. The 
actual current in the line varies from less than 175 amperes 
near the generator to 20O at the receiver, while the approxima- 
tions of the last three columns made to represent conditions at 
the generator vary from 170 amperes to 200 amperes. The lower 
value happens to be very close to the actual value. None of the 
ispproximations is at all satisfactory for voltage conditions, while, 
for power factor, the fifth column is very close. 




1 ■■ if 
T' "TF 



Fio. 1B9. — Lids ulcubtioD. 

One noteworthy point already mentioned is the variation in 
the power factor from point to point along the line. Beginning 
at the generator where there is a power factor of 0.993 with a 
leading current, the decrease in charging current along the line 
first increases the power factor to unity as total current comes 
into phase with electromotive force, then, with continued decrease 
of charging current, the effect of inductance becomes more and 
more noticeable, as it is not balanced by the lessening capacity. 
The total current becomes lagging and increases in amount till 
it reaches 200 amperes at the receiver. Meanwhile, the power 
factor has decreased from unity to 0.90. The minimum current 
upon the line will occur at the point where the power factor is 
unity and will be close to the generator end of the line. It will 
amount to less than 175 amperes. 

\\'hen nearer approximations than the above are necessary, yet 
without requiring an absolute solution, it is possible to solve the 
problem by use of complex quantities. For example, assuming 
the total capacity divided so that one-sixth is at each end of the 
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line anti two-thirds ie at the center, the current values are four in 
number, the voltages three in number, etc., thua. Fig. 199. 

Let r,— /zj^total impedance of line not including capacity. 
ar^=capacity reactance of line, 
r— j'j = impedance of load, 

E, I =e. m. f. and current for load. 
Eg, Ig=&. m. f. and current of generator. 
£' = e. m. f, across line at the center. 
7' = current in half line nearer load. 
/" = current in half of line nearer generator. 

Of these quantities, receiver voltage and impedance and line 
impedance and capacity reactance are supposed to be known, or 
they may be calculated from known data. That is, E, r—jx, 
r,-}x^, and Xc are known. The three separate condensers have 
reactances inversely proportional to their capacities, 
GZj, OXj and ^x^ 

CalciUations must be made step by step from the receiver end 
of the line, for current, line drop, voltage, etc. 



/. 


T-jX ■ 




7- 


-^i: 




E' 


-£+/-'■-!■ 


2 


r 


--;:: 


- 


E, 


-f+r' 


2 


I, 


=/-+5-. 





The power factor at any of the above points upon the line is 
determined by the phase relation of current to voltage at that 
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point. This is determined by calculating the amplitude of each 
one from the initial line, then taking the difference between these 
two angles. The cosine of the difference gives the power factor. 
E may be taken ab the initial line and is then equal to e, having 
no j component. 

Or finally, a most satisfactory approximation may be attained 
by usii^ the first few terms in an exponential infinite series which 
expresses the true relation. Steinmetz shows in his book 
"Engineering Mathematics," p. 204 et seq., that only a few 
terms of the series are ever required for practical determinations 
and generally the calculation is much simplified. 
Let 

K and 7 obtain for conditions at receiver end of line, 
Eg and /„ obtain for conditions at generator end of line, 
Z, = r^ — 3Xi obtain for total line, 
Y = — - obtain for total line. 

In no case need we go beyond the equations: 

„ J Z,Y Z,'Y' \ „ / Z.Y Z*Y* \ 

In these equations, the quadratic terms of the second member 
may generally be neglected without much error. Moreover, 

the second parentheses contain a fraction -^— which will bo 

6 
multiplied by the coefficient Zi or Y and hence may also be 
neglected. This gives 

Z,K\ ..„ 



>'(-¥) 



Hataral Frequency. — When concentrated inductance and con- 
centrated capacity are present in series on the same line, they ara 
opposed in action. If balanced in effects, the circuit has an 
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impedance of only the effective resistance, giving resoTiaiice. 
This is indicated algebraically in the equation for current, thus, 

k 
1 = 



'-i{xi-x^ 



Resonance occurs when a;, = a;„ or when 
With given L and C, varying frequency will give resonance when 

Under such circumstances, current in the circuit ia limited only 
by the effective resistance and may rise to values <lestructive to 
apparatus. 

Steinmetz shows in " Transient Electric Phenomena and 
Oscillations" that, when capacity and inductance are distributed 
as is the case in a transmission line, the above expression for 
frequency at resonance gives place to 

This is called the natural frequency of the line, because it is the 
value at which the circuit resonates. The value of L and C are 
in henrys and farads. 

If for L and C are substituted their values as derived by 
calculation for the whole line of length I miles, 

L = n0.0805 + 0.741 log -no-' henrys, 

we will have the expreaaion, by neglecting the constant 0.0805, 
47000 

Dij.iMb, Google 
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Thus, the natural frequency of a transmission line may be 
obtained by knowing simply its length in miles. Ordinarily, the 
constant that is neglected in the above discussion is very small 
compared to the remaining member of the formula. 

It is interesting to note that the propagation of the wave along 
the line is of the same velocity as that of light. Consider the 
line as one-quarter wave length and the wave length il. 

The velocity of light divided by the wave length will give the 
number of waves existing in the distance traversed in the one 
sepond, that is, it will give the number of cycles per second which 
is the natural frequency of the line. 



il 
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CHAPTER IX. 
GENERATION. 

Primiiry among the sources of power for driving electrical 
generators is hydraulic power. Steam is of equal importance, 
being used alike for large outputs or power generation where 
the total output is smaller than would be seen in connection 
with water development. In many instances, gas engines are 
now worthy competitors of the older and more firmly established 
prime movers. Only a rigi<l examination of each individual case 
can determine the most economical method of operation. Some 
of these investigations are remarkably simple and definite, while 
others are difficult and result in ambiguity. In many localities, 
the question of water power does not enter into consideration, 
for the simple reason that the only available site for develop- 
ment is distant too far for economy of transmission. This occurs 
mainly in connection with small developments, as large plants 
have a much greater economical radius, frequently reaching 150 
miles to 200 miles. Some such lines are now established, while 
others are projected of much greater extent. 

It is impossible to establish definite maximum radii for given 
amounts of power, because the figures are greatly influenced by 
local conditions in regard to the cost of development and gener- 
ation and the value of transmitted power. With ordinary 
conditions, rough values of economical radii might be taken as 
in the Table XXV. But it must be noted that only general 
dependence can be placed upon such figures for the reasons above 
stated and that variations of the order of 100 per cent, or more 
will be common. 

Hydraulic Power. — WTien a water-power site is available, or 
when there is a possibility of its development, a thorough study 
of a!! data concerning it is necessary. For many localities there 
are government records of stream flow for a series of years, 
showing maxima and minima, duration of flood periods and 
drouth, etc. The number of square miles of area drained with 
17 257 
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precipitation records for an extended period of years gives a 
further check upon calculations. The percentage of total rain- 
fall which drains off in a stream depends upon several things, 
important among which are the nature of the soil and its cover- 
ing, drainage area, the intensity of the precipitation, the concen- 
tration of precipitation or melting snows within short periods of 
time, the condition of the soil as regards frost when the rainfall or 
thawing occurs, etc. It has been found that the run-off varies 
between the general values 15 to GO per cent. In small basins, 
it is interesting to note that the discharge may exceed the precipi- 
tation in the total basin, due to springs. Such a case is recorded 
for the catchment basin of Graefenberg Creek, N. Y. In this 
instance the area is very small and the runoff is quite uniform. 

Table XXV. — ^Economical Radii (or TransmisKion of Power. 



1000 
6000 
10,000 
25,000 
40,000 
80,000 



Variations in the discharge rates are large for streams in 
general. At Little Falls, X. Y., the Mohawk River, in 1905 gave 
variations from 51 1 second-feet (cubic feet per second) to 20,883 
second-feet. The two extremes occurred during the same month, 
March. The mean discharge for the year was 3,253 second-feet, 
amounting to a volume e<|uivalent to a body of water covering 
the entire tributary area, 130G square miles, to a depth of 33.84 
inches. Similar data concerning the Watauga liiver near 
I'llizabethton, Tenn., for 190.'>, ^ivc as maximum rate for tho 
year, 10,100 second-feet anil as mininmm, 20.5 second-feet, with 
a mean of 850 second-feet. The run-off was equivalent to a 
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depth of 28 , 29 inches over the drainage area of 408 square miles. 
A smaller stream, the Olentangy River, near Columbus, Ohio, 
with a drainage area of 520 square miles, showed a maximum 
discharge rate of 7,080 second-feet for May, 1905, while in October 
of the same year the rate fell to 1 second-foot. For the year the 
run-off probably amounted to more than 12 inches. 

Reliable and extensive data generally are obtained only with 
difficulty if they are at all obtainable. It remains, therefore, for the 
engineer to secure for himself the definite knowledge upon which 
to base hb operations. Even then, too much reliance must not 
be placed upon the data; for, as is shown the last few years, 
minima never before reached may occur with deforestation, etc. 
There are numerous methods for obtaining readings upon stream 
discharge. They may be classified under the three beads, weir 
method, velocity method, and dope method. 

The measurements based upon weir method are more reliable 
than others, but this is applicable only to small streams. The 
accuracy depends upon the fact that, owing to the comparatively 
email discharge, the entire volume of water is carried over the 
crest of a specially constructed dam or weir, the discharge char- 
acteristics of which have been standardized so that measurements 
of depths of overflow permit direct calcidation of the volume of 
water discharged. 

The standard weir is a rectangular opening of such dimensions 
that the depth of water over the horizontal crest is between one- 
fourth and one-eighth the length of that crest. Discharge is 
restricted at each end of the crest by upward projections which 
are sharply beveled on the downstream side. The opening may 
be simply a notch cut into a board, or more elaborate construction 
may be used if greater permanence is desired. The length of crest 
should not be greater than two-thirds the stream width, and 
sufficient pondage should be secured to bring the velocity of ap- 
proach down to 1 or 2 feet por second. The depth of water upon the 
weir is not measured at the crest, where the over-fall (of a distance 
equal to two or three times the water depth) has increased the 
velocity and lowered the depth, but is meanured at a point at 
least 3 feet back of the crest, the actual distance depending upon 
the curve of the water surface. This is done by setting a stake 
at this point and driving it to a level with the weir crest. Depth 
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over the stake is then called the head over the weir. The adjust- 
ment of these dimensions for a given case requires some prelimi- 
nary approximations. When the conditions are. obtained, 
however, the volumetric measurements may be calculated from 
the readings by formula or by use of tables. The formula used is 

Q=3.33(L-0.2H)H3'^ 
where Q is the quantity of water discharged, measured in cubic 
feet per second; L is the length of the weir in feet; H is the head 
of water over the weir in feet. Or, by referring to Table XXVI, 
we will find given the number of cubic feet of water discharged 
per minute per inch length of weir crest, for various depths of 
water measured in inches. If the weir crest is of the same 
length as the stream width, a different formula must be used, 
namely, Q = 3.3Z LH^''^. 

Table XXVI.— Weir Heuurement 

Giving Cubic Feet of Water per Minute, that wi)! flow over a Weir I iiich 

wide and from 1/8 to 20 7/8 inches deep. 



o.uo 


0.01 


0.05 


0,09 


0,14 


0,19 


0.20 




0.40 


0.47 


0-55 


0.64 


0.73 


0,82 


0.92 








1.46 


1.58 




1,82 
















2.90 




3-20 


3.35 


3,50 


3.ae 


3,81 


3,W7 








4.34 




4.98 


S.15 
























BW 


7.60 


I'T 


8,01 
9.69 


8.21 


10' 13 


8,63 




















la.M 


li.W 


13,12 


13.30 


13,60 


13,85 








14.84 






















17.87 


17.94 


18.21 






19.01 




10. S6 


19. S4 


20.11 


20.39 




^3*23 


2-1 12 


23.82 


lln 


24.40 


24.70 


25,00 




25-60 


■25.90 


28.20 


2fl..W 




27.il 


27.42 














:i9.S0 








.TO. SO 


31. IS 


31.50 




32,15 


32,47 




33.12 


33.4,'S 












35,77 


30,11 


3«.4,'i 


M 7S 


37.12 


37,40 


37.80 





The vertical rolumn Rives the integer; the horiznnlal row of headinfRi 
gives the fraction of wafer depth in inches. For example, torreflpondinn to 
a depth of water upon tiie weir crest of 10 3/8 in. we have a dischar){e per 
im. width uF 13.3ticu. ft. 
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If the crest of the weir is wide, as in the ease of a dam, flow iH. 
retiirded. Again, if the velocity of approach is nut negligible, it 
becomes necessary to add to the measured value of the head an 
e(|uivalent velocity head, thus, with contractions at the ends of 
the weir, 

Q=:3,33(L-0.2H) [iH + k)^^-h^'% 
or, without contractions, 

In these formutiD, the coefficient as determined in eighty-eight 
experiments varied from 3.30 to 3.30. Hence the average 
value 3 . 33 ia used. These are known as the Francis formulffi. 

The value A, velocity head, is 



h= =0,01551'' =0.015.5 
2ff 



2)' 



where A = area of cross-section. 

The velocity method of measurement of stream flow consists of 
the determination of the cross sectional area of the stream at a 
given point and the mean rate of flow past that point. 

Of these two determinations, the cross-section may be obtained 
with any degree of accuracy desirable, although it will not remain 
constant. The great difficulty lies in the determination of the 
velocity of flow. This quantity depends upon the surface slope, 
the wetted perimeter, roughness of the bed and channel condi- 
tions. The gaging station must be located where these condi- 
tions give most uniform and representative results. A straight 
channel, above and below; absence of cross currents and tributary 
streams; high banks not subject to overflow; clean channel; 
absence of dams; all of these are necessary conditions for the 
location of the gaging station. 

The process of taking the records consists in estimating the 
relation between height of water and its rate of flow, thus estab- 
lishing a rating curve for the station. Subsequent; daily readings 
are then made from the gage, showing height of water, and the 
discharge rate is taken from the station rating eur\-e, ¥ig. 200. 
This curve, after once having been calculated, must \>e corrected 
from time to time or allowances made in order to compensate for 
shifting river beds, presence of ice, etc. As the accuracy depends 
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SO completely upon the station rating curve, groat care in tnken 
in ita preparation. 

Ktream velocity may be measureil by floats or by meters. If 
a surface float is to be used, a corked bottle with a small flag ia 
about as satisfactory aa any kind. The float is timed over a 
measured stretch, numerous readings being taken and averaged. 
A coefficient must be used, then, to reduce this to mean velocity. 
The use of this reduction constant is avoided if there is used a 
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Fio. 200.— Rating, a. 



vekmity curves tor South Fork SVykomiBh H 



rod float or subsurface float. The former quite satisfactorily 
averages the flow as it presents botly to both the slow moving 
water and that moving more rapidly. In straight, even channels, 
as canals, this is very satisfactory. The subsurface float, combi- 
nations of surface and subsurface, etc., will likewise give accept- 
able average readings if a sufficient number of readings are 
taken. These readings are taken at different points across the 
stream, each point being read many times. A curve may then 
be plotted with wtream width as abscisste and velocity readings 
as ordinatcs, Fig, 201. The average velocity will be represented 
by the average height of the curve. 

Or, in order to avoid some of these calculations of velocities 
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from the time readings, we may plot time readings agninst 
distance, ajt in Fig. 202. The average ordinute will then repre- 
sent the average time over the course, from which the average 




Fia. 301. — Computatioa at 



velocity is immediately derivable. The area of cross-section of 
Btream, upon which volumetric calculations are based when 
float measurements are taken, must be a mean value for the 
course over which the velocity measurements are taken. 




Fiu. 202.-~-O>mpulatiDa o( avcruic time 

Current meters are of many forms, but may be classified accord- 
ing to the type of vane used upon the moving wheel. One form 
uses the screw propeller, another uses the hemispherical cup- 
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Khapeil vanes. The wheel IwiiiK held in iv fixed pdsitioii in Die 
stream, its number of revolutions for ii given time must l>e 
recorded or counted, A calibration -sheet for the meter then gives 
the corresponding velocity reading. These readings are taken at 
regular points across the stream, each section into which the 
stream is divided being calculated individually and the discharges 
added. The total discharge divided hy the area of cross-section 
gives the mean velocity for the stream. 

There are three methods of taking the meter readings. The 
sinyle point method requires the reading at some one particular 
depth of stream. This may be at the mean velocity point 
{namely, 0.0), or at some other depth the relation of whose 
velocity to mean is known. For flood conditions, readings a 
foot I)elow the surface may be reduced to average by the use of a 
coefficient of abqut 0.9. 

The viidtiple point method make use of set.'i of readings 
taken at difTerent specified depths, the method of ealculatiimof 
the average velocity depending upon where these readings are 
taken. The moat elaborate of these necessitates many readings 
taken at depths varying uniformly by G inches to 1 foot. This 
gives a vertical velocity curve to be averaged. If it is assumed 
that this curve is parabolic in form, such numerous rea<lings may 
be replaced by two readings taken at 0.2 and 0.8 of full depth, 
using the mean thereof. 

The third method for meter practice is the integration method. 
This process consists in moving the meter at a slow, uniform speed 
from the surface of the stream to its l>ottom, reversing the 
dii-ection, and bringing it to the surface. The reading obtained 
is thus a double integration over the vertical depth. The 
presence of an ice covering very materially decreases the mean 
velocity and the integration method of measurement is especially 
successful here. 

These processes are all accurate and reliable, to a degree 
comparable to the permanence of conditions affecting the flow. 
I'rime among the variables in many streams is the shifting of 
sand and soil in the stream channel. Where this factor enters, 
the only safe procedure is to multiply the numl»er of readings, 
taking them at very freciuent intervals, and interpolate for inter- 
mediate com lit ions. 
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The effcft of wind upon vclucity siml liisclinrgp is ;ilao toiisiilor- 
alile if the prevailing directions of winds jirc the same as the 
Btream course and if heavy winds are (-011101011. 

It should be noted that stream measurements taken during 
rising or falling Rage-heishts are not typical of mean-slope con- 
ditions, and no rating curves should l)e based upon such readings. 
Only inaccurate discharge rates can be estimated therefrom 
liecause they are affected to the degree of the rapidity o( the rise 
or fall. If it is desired to CHtimate discharge under these condi- 
tions, it may Ire done roughly by calculations based upon the 
slope of the utream. This method is also available when flood 
marks remain upon the stream banks after the fall of the river to 
normal gage height. 

- Available head for power development can be estimated by 
use of survey records or directly by a s[>ecial surveying party 
sent to study the situation. Occasionally, natural conditions , 
exist such that the whole development may be located within a 
very short distance along the river. Such might be the case 
when considering installations at water-falls. lOven here, how- 
ever, rapids above or below the falls may not be developed with- 
out more extended construction. But where slope is uniform 
for a great distance or does not become large for any small dis- 
tance, it becomes necessary to provide aitifieial ways in which 
the available head is divided up into three parts. There is first, 
the head required for maintaining the supply, then the utilize<l 
head and, lastly, the head recjuired to discharge the water from 
the tail race. 

In some instances, as in the plants at Niagara Falls, the water 
may be taken directly from the rivor by use of deflecting piei-s, 
as the water used constitutes only a small part of the discharge; 
Where, however, any considerable proportion of I he water volume 
is to be required, normally or un<ler conditions of minimum flow, 
a dam is constructed to control the flow. It will serve the 
double purpose of control of flow and the increase of head. It 
is very commonly used to give concentration of head with no 
further diversion of water into courses having more gradual sIojhs 
than the stream itself. This latter is practicable, however, and 
an increase in head may be derived therefrom, if the river sloi* 
below the dam is greater than that which is necessary for the 
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siipply head. The q\ipstlnn arises, tlion, ns to whether this pos- 
sible increase in head is worth, in dollars and cents, the cost of 
its development. In the case of rapids, this will nearly always 
be a paying investment, unless the totjJ fail is very large com- 
pared to the available increase and water supply is unlimited. 

The head utilized by the water motor may be or may not be 
concentrated at a point and each arrangement is often met with. 
The water, after having been deflected into the channel to the 
motor, may be led to the latter through an open water way. In 
this case, as little head should be used in the canal as is consistent 
with continued and reliable water supply as none of the head 
here utilized counts for development of power at the turbine. 
This canal will lead to a pond as near to the power-house site as is 
possible. From the pond, direct closed pipe-lines running full 
lead to the motors, making use of the head from water level of the 
pond to water level in tail race. While vertical pipes are not 
always obtainable, these closed pipe-lines are as steep as is 
possible in order to avoid friction losses due to long conduits. 

Where the topography will not permit of this arrangement, 
a long pipe line may be established running from the point of 
deflection of water from the river to the site of the power-house. 
This line will generally be of varying steepness of grade and may 
even rise in short stretches. As long as it is running full, how- 
ever, the total head is available as gross head. From this must 
be deducted certain amounts due to the friction losses. When a 
rise occurs in the pipe, at the highest point where the descent 
again begins, there should lie placed a relief valve to provide an 
outlet for air which will gather at such points, being entrained 
by the water. 

The construction of the open canal is accomplished with 
earthen banks, with concrete walls or lining or with wooden 
flumes. The cross-section depends upon the material used, both 
as regards the proportions and actual dimensions. That is, the 
concrete canal or wooden fhime may be much smaller than the 
earthen canal for the same discharge, as the permissible water 
velocities differ considerably. For the former, the velocity may 
be 6 to 8 feet per second. For earthen canals this must be 
reduced to 0.5 to 2 feet depending upon the nature of the soil. 
The kind of soil also determines the slope of the banks. 
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Conpicte constrin;tion is quite expensive compared to either 
of the other methods. It has the advantage of permanence, 
however. Because of the expense attached to its installation, 
great care should be used in its design as applied to the particular 
case being studied. While not of excessive size, it should be 
designed having an eye to future requirements. The rectanguJar 
cross-section should give place to the trapezoid with side slopes. 
The comparative dimensions will be adjusted according to 
whether maximum discbarge is to be attained with minimum 
cross-section (i.e.,cost of excavation), or minimum wetted perim- 
eter (i.e., cost of lining). The wooden flume, however, is 
generally built rectangular in cross-section in order to attain 
simplicity of construction. 

All flumes and canals should be protected as far as possible 
from danger of destruction by snow slides, land slides, etc., or 
from danger of filling due to the same causes. In some cases it 
is found necessary to establish a regular means of clearing the 
water of leaves, twigs, and debris of this nature. 

No simple method is possible for calculating the flow o[ water 
in canals. The method most frequently used is expressed in a 
formiUa for velocity as follows: 

V = cs/rs 
whore v is the velocity in feet per second, 

s is the slope, 

c is a constant for a certain condition of canal wall, 

r is the hydraulic radius. 
The hydraulic radius r, is the quotient obtained by dividing 
the cross-sectional area by the wetted perimeter. To obtain the 
constant c in the above (Chezy) formula, Kutter has proposed 
the use of the expression 



n I 0.0028l\ 

where r and s are interpreted as before and n is an arbitrary 
constant depending upon the roughness of the surface of the 
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cliuiiricl. It VHiics !>eUvpoii riithrr iviilo limits, Imt may he 
iLsHunicil act'onHng to the followinf!; statement (if cuiulitions. 
« =0.010 for new, wdl-ptaned, well-mute hed timlicr; new iron pipes. 
—0,011 for neat cement. 

— 0.012 for smooth concrete; old iron pipe^<; oprn wooilen flumps. 
■^0,013 for oahlar masonry and k"o<1 brickwork. 

-0.015 for rough concreW; unclean aurfacea; open cimerete flume. 
^^0.017 for good rubble masonry; rock cuts. 

= 0.020 for rough rubble masonry; rough rock cuts; poor wooden 
llumea. 

— 0.026 for clay canals; open rivers. 

— 0.0.10 for canala and rivers with stjjnes and weedn. 

— 0.01)5 for canals and rivers in poor condition. 

Besides thia loss of head due to friction there is frequently 
serious loss in volume of water from leakage of the flume. This 
is of considerable importance, especially with high heads, because 
every cubic foot of water lost per minute represents a loss of so 
much power. Baaed upon an efRctency of water wheel of 85 
per cent, with a head of 100 feet, 1 cubic foot of water per minute 
represents about 1/0 horse-power; at 050-foot head, about I 
horse-power; at 1250-foot head, about 2 horse-power; at 1900- 
foot head, over 3 horse-power. Where water supply is limited 
or flumes are of small capacity, leakage will be a matter of con- 
piderable concern. 

In closed pipes or penstocks, the losses in effective head are 
due to several causes. The most serious of these is friction loss. 
Losses due to change of size of pipe, to curvature, etc., are gener- 
ally, to a large extent, reducible to minor values. It is inost 
convenient to express the losses in terms of loss of head. The 
laws actually governing the friction loss are not well understood, 
although certain characteristic phenomena are recognizable. 

The loss increases with the roughness of the surface, the length 
of pipe, and about as the square of the velocity of flow. It 
decreases with increasing diameter of pipe. We may, therefore, 
express the energy loss by a formula: 

where ftj = " friction head," 

C = coefficient of friction with certain reduction 
const ant.i, 
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OlCNli RATION. 

I = length of pipe line in feet, 
V = velocity of water flow in feet per second, 
d = diameter of pipe in feet, 
61 .' 



The ooefBcient C is to be chosen arbitrarily from test results. 
It varies from 0.01 for large pipes (6 feet diameter) with high 
water velocity {10 feet per aeconil) to 0.04 for small pipes (1 inch 
diameter) with low water velocities (1 foot per second). A 
satisfactory firat approximation for conditions usually obtaining 
in hydraulic practice is to use for ita value the figure 0.020. 
_ It is probably necesaary, however, to use the Kutter coefficient 
with the Chezy formula, properly choosing the constant n from 
the data given in the discussion for channels and canals. This 
gives an expression for velocity of flow which is needed in the 
above expression for friction head, and is generally not known to 
start with. 

For the conditions usually met with in hydraulic development, 
using pipes of uniform section and no curves except of long 
radius, Merriman states that the velocity of flow may be expressed 
thus: 

5+/j 
whore A =total head, 

/ = friction coefficient as discusacd above, 
/ =lengt.h of pipe, 
d = diameter of pipe. 
■ I 

'd\ 

coTistant 1.5in the at )ove formula is only 1 percent. (for/=0.02). 
This would give us n simplified expression, thus; 
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where q is the discharge per second. We recognize from this 
that turbines, having the same diameter and vent, vary In dis- 
charge (and in speed) as the square roots of their respective heads. 
If it is required to deterniine the size of long pipe needed in order 
to discharge a given volume of water, the above formula will 
give: 

— (f)'- 

This shows that discharge varies as the five-halves power of the 
diameter, or discharge increases more rapidly than the area 
increases. 

Long pipes are very commonly used in preference to open 
Sumes in order to avoid some of the losses due to the latter, as 
leakage, evaporation, etc. If they are to replace the open flume 
only, they need not be made especially strong as against internal 
pressure. However, where they are used, the nice grades 
necessary for the flume may give place to a more varying pro- 
file and pressures will be increased thereby. As it is expected 
that they shall run full, except, perhaps, in cases of very light, 
uniform grades, they must be designed to withstand the pressures 
existing. 

The materials used are wood, iron, either cast or wrought, steel, 
and concrete. 

Where wood is used, such kinds must be selected as will have 
strength and durability. This construction is used where wood 
is plentiful and easily obtainable and where the iron or steel pipes 
are procurable only at a much greater expense or where trans- 
portation of pipe sections is impossible. Although subject to 
decay, in some localities its life is twenty to thirty years. As 
noted in the discussion of the preservation of wooden transmis- 
sion poles, the presence of the combination, heat, moisture, and 
air, will invite rapid decay. 

While a preservative treatment of the wood will probably 
defeat one purpose of the wooden pipe line — namely, cheapness, 
still a superficial treatment by brush or painting, etc., will 
undoubtedly have good results. 

Wood is not generally used for heads of over 200 feet, although 
a figure aa high as 350 feet sometimes occurs. Here, and above 
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this, iron or steel has the distinct advantage of being better able 
to stand the higher pressures. When steel pipe is used, it is 
rolled into sheets and then bent into cylinders and fastened with 
a double row of rivets. The successive sections are jointed 
together by the use of flanged joints, collar joints, or slip joints. 

The slip joint is made by inserting the smaller end of a section 
in the larger end of the next section. It is used up to 300-foot 
heads. 

The collar joint utilizes an outer collar and an inner sleeve. 
One is riveted to each lengfh of pipe and they are then jointed with 
hot lead filling. It is clamed that this plan is satisfactory up to 
heads of 700 feet. 

The flanged joint is made by placing upon the strai^t pipe a 
flanged collar. This collar is riveted to the same part of the next 
section, with rubber gasket filling in the joint. This is used for 
any commercial pressure. 

The sections are made of any lengths from 6 feet up, as is 
best suited to the transportation problem. They are given 
coatings of asphaltum in order to decrease friction loss and to 
increase life. 

Upon gi-eat heads, these lines are called upon to withstand 
severe pressures. It is not safe, however, to calculate these 
pressures by ordinary methods for static pressure of water 
columns. The most severe strains come upon the pipes when a 
wheel which has been running at open gate suddenly regulates 
to close the gate, as might be the case when a short circuit occurs 
upon the electric side of the system. In this case, the whole 
column of water, moving at some high rate of speed, is suddenly 
checked. The destruction of a pipe line may result from such a 
cause. On long pipe lines, it is practicable to increase the thick- 
ness of the conduit in the lower sections where the pressure is 
highest. Firm foundations and anchors must be provided for 
pipe lines, especially upon steep grades and at curves. In the 
latter case the construction must present sufficient solidity to 
change the direction of flow of the whole volume of water, 
without danger of displacement of the tulie. It is at such points, 
whether they are lateral or vertical bends, that the effects of 
sudden cloaure of gate may l>e expected to appear. 

If vertical tubes were inserted at different points along a pipe 
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line, the water would rise to certain heights in them, depending 
upon conditions of head and freedom of discharge. A line con- 
necting the tops of these water columns is called the hydraulic 
gradient, ^\'ith closed pipe line, it will be a horizontal line level 
with the surface of the supply water. With open discharge, it 
will be a sloping line connecting the point of water level at the 
source with the mouth of the tube at discharge. With restricted 
discharge, the fall at the nozzle is abrupt from some intermediate 
value to zero. 

In laying long pipe lines, the pipe should not rise at any point 
above the hydraulic gradient. That is, the arrangement shown 
in Fig. 203 is not a good one. The hydraulic gradient for a full 



pipe with resti-ictcd flow ia suppoHed to he the line BH with a 
sudden descent at D, the point of discharge. The height of the 
line HI) is not sufficient in this case to bring the line HH alwve 
the course of the pipe at S. This means that the portion in the 
region S is acting as a siphon. Sooner or later, the air entrained 
with the water will collect in the poi-ti<m S and spoil the vacuum, 
upon the permanence of which the continued full flow depends. 
After this, the discharge will lower, Iwing that for the head ST, 
tlic pi]>e below S running only partly full. In order to avoid this 
diminution of discharge, the air must be pumped or forced out of 
the iK-nil at .S through a discharge valve Naturally, it is pre- 
ferable to avoid this complication. 

Turbines. — Primarily, there are two types of water wheels de- 
veloped for modern power engineering. Karlier and simpler 
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forma have never been satisfactory for generation of power for 
large systemB. The two fundamental types are known as im- 
pulse turbine and reaction turbine. The former is driven by the 
force of the water jet impinging upon the blade. The kinetic en- 
ergy of the water is thus given to the wheel, the water leaving the 
passages at a low velocity. In this class of wheel, the passages 
are not ordinarily filled with water, but flow partly full only. 
The vel6<^ity of the water jet is that due to the eftective head. 

The reaction type receives the energy of the water by the 
pressure upon the blade and the reaction from the blade. The 
passages run full. The velocity of the water may be less than 
that due to the head, as the flow may be restricted by the wheel. 
It, again, may l)e greater than thatdue to the head upon the wheel 
itself, I)ccause of the use of a draft tube below the turbine paasages. 
The draft tube cannot be used with the impulse type. 

When water is not admitted around the whole periphery of the 
wheel, the motor is generally spoken of as a water wheel in contra- 
distinction to the turbine. In the case of the impulse wheel 
this reduction of the number of guide passages, through which the 
water is directed upon the moving blades at the best angle, may 
be carried to the limiting condition of one passage. In such a 
case, the opening t>c(-omes a nozzle and the type thus consists of 
a running wheel with one water jet playing upon it. This type 
has been developed under the name of the Pelton wheel. Fre- 
quently, the original single nozzle of the Pelton wheel gives place 
to multiple nozzles, the type, however, remaining the same. 

The Pelton type is used for high heads, although it may l«j 
installed on low heads as well, if multiple nozzles are used. The 
Pike's Peak Hydroelectric Company uses this type for a head of 
2150 feet. The lirittannia Copper Syndicate of Uritish Columbia 
uses it under a head of ItXX) feet. The Sao Paulo Electric Com- 
pany, Brazil, develops 1000 horse-power under a 75-foot head. 
The Folsom Klectric Power Company, Cal. uses a 55-foot head, 
giving 4(XX) hofsc-power. These are typical installations] ^vith 
all intermetliate values of head possible. 

Reaction turbines may be divided into three general types as 

regards their construction. These are ordinarily known as the 

radial flow, the axial flow and the mixed flow. These names 

indicate that the arrangements made for the water flow in the 

18 
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wheel itself are such that it passes through the wheel radially 
(inwardly or outwardly) ; or, secondly, in a direction parallel to 
the axis; or, lastly, by a combination of these two, consisting of 
an inward radial entrance changing to an axial exit. These 
types are quite generally known by the names of their respective 
developers. That is, the outward radial flow is known as the 
Fourneyron; the inward radial flow as the Francis; the axial flow 
as the Jonval. The mixed-flow type, however, is called the 



Fio. 204.— Now 

American type, as it has been chiefly developed in this country 
and is the one most commonly seen here. The Francis type has 
made rapid advance the last few years. 

While there are many builders of turbines, their products 
differ in details principally. It is needless to multiply the 
examples quoted and a few only are selected in order to indicate 
typical development. 

Figure 204 shows a runner of the American turbine type. In 
fact, it is called the "New American" by its manufacturers. 
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The compound curvature of the blades ia readily seen to give the 
direction of water-flow above described for thia type. The 
caaing for the runner is shown in Fig. 205. The gates shown are 
of the wicket type, awinging upon pivots to close or open the water 
passagea leading directly to the turbine vanes. These gatea may 



be of different deaigna, as the cylinder ijate or retp^ler gate. The 
former is a cylinder so placed that it may be lowered or raised, 
thus decreaaing or increasing the height of the entrance passages. 
The register gate consista of longitudinal sections of ii cylinder, 
which may be revolved in auch a way as to narrow the passagea. 
For variable flow, where considerable difference of power is 
desired or where variations are of frequent occurrence, and part 
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gateage i9common,thewickettypeof gate is given the preference, 

as there is no shock when the water leavea the gate paasages antl 
enters the wheel paasagea. With each of the other types there 
is a sudden increase of area just beyond the gate, with consequent 
eddies and whirlB. 

Attached to the lower part of the casing is the discharge tul)e, 
which may be extended into a draft tube if the turbine is to 1m; 
set much above the tail race water level. This tlischarge tul>e 
or draft tube must end below water. Thus, in the installation of 
the wheel, low water level must be considered. 

The setting shown is a vertical shaft. However, this type of 
wheel may be installed with horizontal shaft as readily as with 
vertical shaft. The choice between the two would seem t<i 
involve the arrangement made for the transmission of its power 
to the machinery constituting its load. This, of course, is a 
reciprocal relation. If the nature of the load is such that power 
must be or preferably should be applied through a horizontal 
shaft, it may be taken for granted that a considerable loss in 
efficiency will occur when vertical turbines are installed and 
bevel gears are interposed between turbine and load. Again, if 
the turbine is necessarily installed at the bottom of a pit or shaft, 
as in the Niagara plant, direct connection with the generator can 
be secured best by vertical shaft. Again, with very low head it 
is best to use the vertical shaft. The lowest head of which the 
author is aware is that reported for an Italian plant at Bologna 
where good results are secured with only a 20-inch head. The 
installation is of Trump turbines and it was necessary to set the 
wheels below the water level in the tail race. 

For low heads, horizontal wheeLs arc generally set in open flumes 
built of timber or masonry. They are also placed over <lraft 
tubes in order to lose no possible advantage. This open con- 
struction is less expensive in such cases and makes certain the 
unrestricted water flow for the supply of the turbine. 

Where one turbine does not give sufficient power for the shaft, 
two or more turbines may be assembled upon the same shaft or 
else supplying power to the shaft by gears, etc. Those may l>e 
upon a vertical or n horizontal shaft. This device may be 
resorted to in order to increase the speed of the shaft, for, if one 
large wheel gives place to two or thi-ee smaller ones, the water 
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vclority rGinuining tlie same, the pcriplu'nil velocity of tlie wheels 
will leniain the siinie; but the decreased diameter mcaiis an 
increased number of revolutions per minute. 

\\'herever this arrangement is used, especial attention must be 
paid to the size of casing and to the direction of water flow 
therein. Not only should the piping be large (open flumes or pen- 
stocks are to be preferred), but the penstock should enter the 
machine casing at such a point, or at such points, that the water 
flow may be as nearly as possible direct to the turbine gates 
around their whole periphery. It is a poor arrangement to have 
several turbines thus upon a single shaft and have the penstock 
enter at one end of the casing, unless the case is very generously 
proportioned. Any loss in pressure will be equivalent to a loss 
of effective head, as is friction loss at any point of the water flow. 
Another arrangement which may cause loss, unless the turbine 
case ia large, is where the water enters the case at the center 
point, flows to each end of it, enters the gates of two turbines 
(one at each end) and discharges through a single central draft 
tube. A more direct arrangement would be to have two end 
discharge tubes, the turbine gates being near the entrance point 
of water into the casing. 

The Francis type is less frequently seen in this country than is 
the American type, although it has come to the front very rapidly 
dunng the past four or five years. It, is being installed under 
what formerly would have been considered as enormous heads 
for the reaction type of machine. As examples, the Great 
Western Power Company is using them with a head of 430 feet, 
and the Allis-Chalmers Company is furnishing 20,500 horse- 
power turbines for use under 480-foot head for the White River 
Development. 

One form in which this type appears is shown in Fig, 20G, 
This represents the plan of a Francis-Pelton wheel, installed with 
vertical shaft. One-quarter of the machine is seen in section, 
indicating by the two rows of heavy vanes and blades both the 
runner blaties and the guide vanes of the wicket gates. The 
remainder of the plan indicates, among other things, that the 
gates are controlled by short arms attached to an outer ring, the 
position of which may be shifted, thus rotating the gate wickets 
about their pivots. 
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Turbines of the above classes should show maximum efficiency 
in the neighborhood of 3/4 to 7/8 of their full load water 
flow. The percentage of full water flow is called the gate 
opening, this being a measure of the ratio of quantity of water 
allowed to enter to total flow, rather than the relative dis- 
tance the mechanical parts have moved from closure. The 



Flo. 206.— Plim at venii-al-nhaft Fmnpii-PcllJiD wheel, 

efficiencies reached may be a little above 80 per cent., as shown 
by the curves of Fig. 207. These curves indicate that efficiencies 
for some machines are fairly uniform over a considerable range 
of loa<l, which is a valuable characteristic for a prime mover but 
does not obtain for all types of water wheels. High-efficiency 
wheels should be installed even at increased cost. Water power is 
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becoming more valuable every year and economy of its develop- 
ment and utilization is important. 

The Pelton wheel i» illustrated in Fig. 208. This particular 



Fio. 208.— PeltOD wheel for low bead. 

wheel is intended for use with rather low head and is installed in 



a wooden frame or setting, 
itB output is rather limited. 



It has only one nozzle, and hence 
With increased volume of water, 
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additional nozzles may be used, but even then the amount of 
water discharged is neceeaarily less than may easily be handled 
with the reaction turbines. Hence, when large amounts of power 
are to be developed under low water head, the turbine is to be 
preferred. This feature, which is a disadvantage for low heads, 
is a decided advantage for high heads; because in this case the 
magnitude of the power is attained with smaU water discharge. 
With extremely high heads the small volume of water used wouhl 
not fill the passages of a reaction turbine and the impulse type 
must be a<lopted. Peripheral speed will be less for the latter 
than for the former with the same head. 

In setting turbines and wheels of all types, wooden construc- 
tion may be used for low heads and small amounts of power. 
As the magnitude of the development increases this should give 
place to more substantial construction, becoming the best 
obtainable concrete or masonry. 

As before pointed out, the head race, flume, or penstock must 
Iw of ample capacity. Where the delivery is through pipes the 
intake end must be well submerged and in all cases trash racks 
must be provided to screen out floating debris. Lack of proper 
attention to this latter detail may prove very expensive. 

The wheel pit must be wide and deep in order to avoid loss of 
head, in forcing the water out into the tail race. Turbulent 
action here indicates restricted area of section. The same is 
true of the tail race; it must be capable of carrying off the di.s- 
charged water with the least possible effective head, because the 
excess head used here is simply taken from the available total 
head and represents a waste of power. 

Turbines may be assembled in pairs, the individuals being 
opposed to their mates upon the same, shaft. This has the 
advantage of balancing end thrust. Without it, a thnist liearing 
is necessary. With low heads the end thnist causes no great 
amount of trouble, but with high heatls it may prove serious. 
Several types of settings are illustrated in Fig. 209. 

The arrangement shoidd be chosen upon the advice of the 
turbine manufacturer. In fact, he should be consulted early in 
the process of determining the layout. He desires to know the 
amount of water to beused,head,lengthof pipeline, its diameter, 
character of the machinery constituting the load, etc. He will 
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then be able to tell whnt are the principal requisites for economi- 
cal development, as Kpeed, general arrangement, cfc\ 

Dams. — In power development, dams built to give or increase 
head and permitting overflow muwt be sharply distinguished 
from those built for storage oE water and either permitting no 
overflow or having special provision for this. Where overflow is 
permitted, the dam must have certain quite different qualities 
from those required in storage only. The material must be 
incapable of rapid erosion. The construction must be such that 
the falling water cannot undermine it from the downstream side. 
J'urthermore, the location sought tor such a dam would be one 
where height of crest could be attained without great length, or 
without great impounding capacity. Of equal importance to 
the engineers is the possibility of sometimes placing long, low, 
easily constructed dams in such locations that they will back up 
the water to cover a large area to a nominal depth, thus impound- 
ing an immense reserve supply for seasons of low water. 

In the former type of development the lines of construction 
vary greatly depending upon head of water, nature of river bed, 
availability of materials, etc. A simple form often used for low 
heads is the timber dam. It may be built of logs or of sawed 
timber and is seen with a great many variations. The chief 
claims made for it are ease of construction and cheapness. The 
latter point is becoming of less weight, owing to the increase in 
value of lumlier. It may be combined with loose stones into 
cnbwork, or large enclosures to retain the stones in place. This 
is effective for higher heads than that for which the plain timber 
dam may be used. But for high heads the use of stone masonry 
or concrete is required. This permits the most substantial con- 
struction, with opportunities for firmly establishing the structure. 
The curved surface of the dam directs the water discharge for- 
ward from its base instead of allowing it to excavate a pit at that 
point, Fountlations of bed rock should be reached wherever 
possible and the dam should be firmly anchored thereto in order 
to avoid failure by sliding. In case of highest heads accumulated 
by dams, it is preferable to arrange for the necessary overflow at 
some particular point upon the crest rather than across the full 
width of stream. 

Reservoir dams are quite frequently made of earth. Generally 

Lyil-u.^LlOO^IC 



GENERATION. 283 

speaking they are low and long. They are supplemented by 
Bimilar structures in each of the depressions around the valley 
where the height of water will exceed the elevation of the land. 
They are liable to rapid destruction when once the process of 
disintegration due to overflow begins. The importance of thia 
type of installation may be shown by a brief calculation. 

A certain stream varies in discharge throughout the year from 
a minimum of OGO second-feet to a maximum of 3850 eecond- 
feet, averaging about 1040 second-feet. With an effective head 
of 10 feet and with water wheels of 80 per cent, efficiency, the 
low water stage will develop about COO horse-power. The aver- 
age value would permit about 900 horse-power to be utilized. 
By studying the stream flow it is found that, to store the excess 
volume of water above that required for average flow, a capacity 
will be needed equal to a reservoir of one-quarter of a square 
mile covered to a depth of 6.8 feet. But, to further analyze the 
conditions, it is found that an average flow from month to month 
may be maintained at a figure to give about 800 horse-power if 
the storage reservoir is one-eighth of a square mile in area and ia 
covered to a depth of 4 feet. Thus, it might be a very question- 
able proceeding to plan upon the development of the maximum 
uniform output of 900 horse-power because the increased expense 
over that required for the continuous output of 800 horse-power 
might be too great to pay for the additional 100 horse-power. 

The broad problem of the development of a water-power site, 
the location of the dam, the flumes, the penstocks, the power- 
house, the tail race, etc., must be solved with due consideration 
to all details. The course of the river itself may make the matter ■ 
easy or difficult. If it is straight over the whole course the canals 
and penstocks must be of the same total length as that portion 
of the river developed. When curves occur, short cuts may be 
available and with loops the canals and pipes may be compara- 
tively short. 

An excellent example of the latter case is shown in the map of 
the system at Schaghticoke, N. Y.,upon the Hoosick River, Fig, 
210. Within a length of 2 miles, the river falls about 150 feet. 
There are two back loops or a letter S, as seen in the map. 
The power had been utilized in small installations for individual 
mills; but it was estimated that a redevelopment of the whole 
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amuuiit as <me syslciii wuulil give greater en mo my. Hence, a 
large (lam was swung acrusH the stream, a canal was <lug Icailing 
to a reservoir or pond, and individual penstocks were installed 
for the turbines. As several points are treated in special waj-s, 
a few words may be said of the individual characteristics of the 
plant. 

The dam raises the water level enough to flood low lands above 
it. At the lower end of the dam (which reaches diagonally across 
the river) are the sluice-ways and the canal intake. The canal 
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leads to the smaller reservoir above-mentioned, distant about a 
half mile. This is really the forebay for the penstock intake. 
A large single steel penstock 12.5 feet in diameter, leads from 
this forebay to a surge tank situated in a cut In the crest of the 
hill. But to reach this point it must cross the river, because the 
complete "S" of the stream is to be developed. In order to 
avoid heavy and unnecessary expense, the pipe is not maintained 
at uniform level, but is laid as an invcrled siphon, carried upon 
concrete piers to which it is firmly anchored. The surge tank is 
40 feet in diameter and rises about 56 feet. It is constructed of 
steel and varies in thickness from 9/16 inch at the base to 3/8 
inrh at the top. 
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From this point, 4 large penstocks C feet in diameter ami 
1 small one 2 feet in diameter are led to their individual 
water wheels. The small pipe is for the exciter units. The 
descent is quite steep, giving ahead of about 150 feet with a pipe 
line of approximately 350 feet length. The control gates are 
located at the entrances of the penstocks, inside of the surge 
tank, and sudden closure effects no rise in pressure in the pipes 
themselves. They are electrically operated from the power- 
house or hand-operated from the surge tank. The exciter pen- 
stock is not thus designed but is hand operated at the power- 
house. 

The water turbines useil arc of the vertical Pel ton-Franc is type, 
before described.' 

Govemors. — One of the most important items of a water-power , 
plant is the provision made for the speed regulation of the tur- 
bines. Variation in speed is accountable for variation in the 
voltage of the generator as well as in the fretiuency. These 
eccentri cities will give instability of apparatus in receiving 
circuits and must l>e reduced to a minimum. The governor are 
operated by various means as oil pressure cylinders, water 
pressure cylintlers, antl mechanical devices. 

The work done by a governor consists in adjusting the gat« 
opening to that value required for the immediate load, or deflect- 
ing the nozzle of an impulse wheel. In general, they depend upon 
a change from the proper speed in order to be brought into 
operation. They therefore tend to limit speed variation anil 
restore normal speed rather than to maintain an absolute value. 

Numerous governors are on the market which wiU give full 
gate opening or its reverse within 1 or 2 seconds. 

In choosing a governor the first thing to decide upon ia the 
type. This will depend upon the mechanism used for gate 
operation, the range of angular movement retjuired of the shaft, 
the individual preference as regards manufacturer, etc. The size 
of the governor will l)e determined by the amount of work it has 
to <lo in moving the gate through its complete range. The 
hydraulic unbalance upon the gate, the friction of gate ami 
operating mechanism, all must be met. If the gate is installed 
the proper procedure is to measure the maximum pull required 
upon the hand-wheel at any point of gate operation, to measure 
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the lever arm and to count the number of complete turns of the 
hand-wheel for full operation. We then have, 

p = maximum pul! in pounds. 

r = radius arm in feet, 

n = number of turns. 

2?r prn = W foot-pounds, work to be done. 

The governor should have about twice this rating in order to 
provide for a suitable margin. 

When these measurements cannot be taken — as before the 
construction of the plant — it is necessary to estimate upon the 
work to be done. This is no simple matter because of the impos- 
sibility of determining friction, etc, A comparison of data with 
those of other installations of similar features is about the only 
way to estimate this requirement. Full data should be sent to 
the manufacturer in order that he may be enabled to choose the 
proper size of governor. 

\s regards typical conditions, the makers of the Sturgess 
governors specify operation as below. 

1, Complete range of gate in 1.5 seconds. 

2. Under gradual change of load, regulation within 0.75 per 
tent, of normal. 

'S. Under sudden change of load, prompt regulation beginning 
before speed has varied 0, 75 per cent, from normal. 

4. No racing. 
This latter term {rncUuj) corresponds to the term huitfing as used 
in reference to electrical machines. The water wheel does not 
immediately respond to a gate adjustment and the governor may 
tend to overreach. This would demand a second change in gate 
opening which would again overreach but in the opposite direc- 
tion. This tendency must be counteracted by da^hpot or some 
such compensating device. 

A governing system should ))e powerful, sensitive, deadlwat, 
sturdy, and simple. The mechanism is constantly in operation 
and the utmost reliability attainable should be possessed. 

There ha^■e been developed two widely used types of governors, 
the mechanical and hydraulic. In the former, the actions are 
wholly carried out by the use of interacting mechanical parts. 
In the hydraulic type, the pressures are transmitted from one 
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point of the device to another, by fluid pressure. In both of these 
types it is customary to depend upon fly-balls to originate the 
corrective effort. But as they exert only a very small force, 
they cannot act directly upon the turbine gates. They must, in 
both cases, act upon at least one relay which, in turn, controls a 
power sufficient to operate the gates. Anti-racing devices are a 
necessity. 

The fluid type of governor is most common. It is built by 
several different manufacturers. Essentially, it consists of a 



Fio. 211. — Lombanl water wheel governor, type N. 

power cylinder to operate the gate, controlled, perhaps through 
a relay, by fluid pressure brought into action by the operation of 
the fly-balls. The fluiil pressure is maintained in a pressure tank 
by a pump which returns the used fluid from a receiver tank to 
the pressure tank. 

The relay valves used are piston valves of a rcfdstcr type 
(Lombard) or poppet valves (Sturgess). Advantages claimed 
for the latter are that there is no lap and the closure is perfect. 

The general details of a powerful Lombard governor may be 
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seen m Fig, 211, where the principal parts are labeled. The 
assembly may be altered, inasmuch as it depends only upon 
proper piping from tanks to pump, cylinder, etc. In smaller 
sizes the tanks are often placed horizontally under the frame- 
work built to support the pump and valve mechanisms. 

The method of installing such a governor may be seen by 
reference to Fig. 212, which is a view in the plant of the Rochester 
Railway and Light Conjpany. The installation combines S. 
Morgan Smith turbines, General Electric generatoi's, and Sturgews 
governors. 

By way of comparison between the regulation or control 
secured with water-wheel or steam engine, Fig. 213 shows two 



Fig. mil. — (■oin;>nrTBon of voltage regulntion with water-wheel drive and Hteam-cnuino 

charts, the one representing the voltage record for ii 24-hour run 
of an automatic steam engine, the other an equal run of a water 
wheel with a Sturgess governor. Loads were the same for the 
two records. 

In the mechanical type of governoi-s, the fly-balls may operate 

a frictiiin clutch which then nerves as (ho medium through which 

to pass the effort of the ninin oprniting mechanism. In Ihe 

Woodward governor, these friction faces are pan-shaped, two 

19 
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being opposed to each other in mounting with a friction wheel 
between (inside) them. This friction wheel is raised or lowered 
by the action of the centrifugal ball system and the gate action 
depends upon which' friction pan is energized. 

In the Pelton type of wheel, the governing is often accom- 
plished by a deflection of the nozzle instead of a reduction of 
water flow. Thia constitutes a difference in detail of the govern- 
ing system, or a change in its method of application. 

When rapid gate action is necessary, a correspondingly rapid 
change occurs in water velocity in the penstock. If the gates 
suddenly close, the impulse of the body of moving water must 
l)e met effectively by some means or destructive results may be 
frequent. This cannot be accomplished by increased strength 
of construction alone, but is taken care of by putting in relief 
valves, overflow stand pipes, etc. The overflow may be at the 
top of a vertical pipe or it may be over the crest of a high point 
in a waste tube. 

In all water-wheel governing, there is necessarily present a 
time lag due to the necessity of overcoming the momentum of 
the moving water column. The steam engine governor has not 
this limitation. With the water wheel, a decrease in load is 
quite satisfactorily handled by the use of by-pass, stand-pipes, 
etc., but with increase of load the difficulty of starting the water 
column has no alleviation. 

Steam Power. — Although the conversion of mechanical energy 
into the electrical form is accomplished with a very satisfactory 
efficiency, the change from heat energy to mechanical energy ia 
quite the opposite. The change occun-ing with combustion of 
fuel releases the potential chemical energy in the form of heat or 
molecular energy. The efficiency of this step depends upon the 
completeness of the combustion, and, in general, may be con- 
sidered as high. It will be seen, however, from subsequent 
discussions, that a considerable part of this may lie lost if tlie 
principles governing complete combustion are neglected. After 
combustion, only a part of the heat energj' reaches the machine 
or engine devised for the transformation to energy of mechaniral 
motion. This is one of the hnv-officioncy steps. The loss of 
available heat energy reaching the engine is, agaih, notoriously 
bad. 
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An excellent illustration of the condition is seen in the care- 
fully analyzed report of Mr. H. G. Stott {A, I. E. E., Vol. XXV) 
upon the economics of a certain power plant in New York City. 
The summary of losses is given in "Table XXVII and shows dis- 
tinctly the two inefficient steps, at the boiler and at the engine. 



Table XXVn. — Analysis of the Average Losses in the ConverGion of ( 
Pound of Coal into Electricity. 



. U. t. u. per pound of coal supplied. . . 14150 I 

;. Loss ia ashes ' 

i. Loss in stack 

:. Loss in boiler radiation and leal(a):e 

I. Iteturned by feed-water heater 44 1 ] 

i. Returned by economizer 860 ! 

. Loss in pipe radiation I 

I. Delivered to circulator ; 

I. Delivered to feed pump 

I. Loss in lealcoge and higli-preiuiurc ' 

. Delivered to small auxilarics 

'. Heating 

■. Loss in engine friction 

. Electrical losses 

I. Engine radiation losses 

I. Rejected to condenser ' 

. Delivered to houae auxilaries I 

Totals I 15551 ! 

Delivered Ui bus bars 



It is seen that the grate and boiler losses consist of three parts, 
2.4 per cent, lost in aahea, 22.7 per cent, loss in stack by hot 
gases, and 8 per cent, lost in boiler radiation, etc. Of these, 
certain parts are returnable by uae of feed-water heaters and 
economizers. The heat absorbed by the air of the boiler room 
is also effective in raising the temperature of the air entering 
the combustion chamber. The greatest loss, however, occurs 
in the amount of heat rejected to the condenser, 60. 1 per cent. 
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of the total. The electrical losaes represent only 0.3 per cent. 
This is exceptionally low. 

it follows that high economy has more to worry over in the 
losses of the first stages of the process of electrical generation 
than in the last one and an analytical study of the conditions 
existing in practice confirms the opinion that increased economy 
must come principally from the study of some of these especially 
unsatisfactory step.s. 

The area of air opening in grate surface is one of the important 
points in connection with the proper conditions for complete 
combustion. It varies with the kind of fuel used, depending upon 
the size of the coal and its liability to clinker. The thickness of 
the bed of coal upon the grate also depends upon these same 
things. Air supply may l)e by natural draft due to the height of 
a smoke stack, or a blower may aw-'tist either to increase pressure 
in the ash pit or to help to exhaust in the smoke passages. Care- 
ful firing is the only kind that shouKI be allowed and a compe- 
tent fireman at the boiler is of prime importance. Generally 
speaking, mechanical stokers assist in a betterment of results 
obtained. This seems to be true especially with the lower 
grades of coal as fuel. The more expensive hand firing may pay 
for itself with the coals of greater cost. 

As an instance of what may be accomplished by careful firing, 
a case cited in the Engineering Magazine of Octolwr, 1910, is a 
good example. In a teat conducted to show the possibility of 
smoke prevention, the regular fireman was allowed to fire for 
the first set of readings, without special instructions. Complete 
data were taken in order to be able to determine efficiencies as 
well as smoke prevalence. The second run was made with the 
fireman directed as regards his work, giving the condition equiv- 
alent to expert firing. The figures given below are a part of the 
conclusions reached. For the very decided improvement in 
smoke conditions, the reader is referred to the origimd paper. 



Etiuivalent evajKinilion per pniiiiil fud (f. & a. 212°) 9.22 
K'luivalcTit rvii]«)rnliuii per iiciuiul c-onilmstilili! 

tr. &ji. 212-I l(l.r.4 

Brake horse-powpr TvlT.O 

Efficiency of builer anil grate 07 . 5 
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This indicates a Having of about 25 per cent, in fuel, which would 
give about S1500.00 as the annual cash saving, if fuel is about 
$1.50 per ton. 

The carbon dioxid recorder has proved to be of considerable 
a.sHistance to the fireman. In its various forms its object remains 
the same. It is designed to analyze the escaping furnace gases 
to the extent of detennining the content of CO, and making a 
record of the amount found. The fireman should know what 
record would correspond to complete combustion of the fuel to 
CO) with no CO and no excess of air. ^\'ilh the recorder arranged 
for easy inspection the workmen are able to find out definitely 
how much improvement is possible. If they are familiar with 
the use of the indicator, it is especially effective, although even the 
inexperienced men will be enabled to profit by it. Of course, 
the percentage of CO, in the flue gases which would indicate the 
complete combustion of the coal must be determined by the 
analysis of the fuel. 

The depth of the fire-bed also varies for different kinds of fuel. 
The distance from the surface of the fuel to the boiler surface 
depends upon the height of the flame as it reaches upward from 
the coal, which, of course, is only another way of saying that it 
depends upon the fuel and draft. It also depends upon the kind 
of boiler used and the most efficient point of application for the 
heat. 

It will be seen that the starting of a new plant may be a series 
of testa upon it, using different grades of fuel, processes of firing, 
depth of fire-l)ed, etc., with a view to finding out the most 
efficient combination for subsequent operation. 

The boiler may be either. it'a(er tvbe or fire tube. In order to 
give a sufficient boiler surface for the absorption of heat from the 
gases, the ratio of boiler surface to grate area should be in the 
neighborhood of 3G for anthracite coal and 50 to GO for bitumin- 
ous coal. This means a subdivision of the boiler body into 
numerous tulies and these tubes may be arranged to contain the 
water, or they may be surrounded by water and themselves 
admit the heated gases. The water-tube boilers are safer from 
collapse and explosion and are generally used for the higher 
pressures. They are more expensive, however, than the fire- 
tube boilers. 
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Roller efficiency is the ratio between the heat per pound of 
fuel utilized in heating and evaporating water to the total heat 
of the fuel. For a fuel having a calorific value of 14,.500 British 
thermal units, full JOO per cent, efficiency would correspond to 
the evaporation of 15 pounds of water per pound of coal, as the 
latent heat of water at atnioaphcric pressure is 906 British ther- 
mal units. This evaporation is, of course, from and at 2r2''Fahr, 
If, then, a certain boiler requires 11 pounds of water per pound 
of fuel, its efficiency will be 11/15 or 73.3 percent. 

Boilers are given ratings in home-power, although the unit does 
not mean the same thing as the horse-power rating of a generator 
or motor. There has been assumed as the unit the evaporation 
of 34.5 pounds of water per hour and the horse-power rating of 
a boiler will be the quotient between the total evaporation per 
hour and this unit figure of 34.5. This unit is one such that, if 
it is used as the basis of horse-power rating of a Ixjiler, it is 
generally pos.sil)le for the boiler to supply steam enough con- 
tinuously to develop at the ordinary engine the rated mechanical 
power. With a very inefficient engine this could not be done, 
while with a very efficient engine it could be exceeded. 
Roughly, where anthracite coal is burned, the boiler will have 
about 12 square feet of heating surface per rated horse-power. 
The grate surface per horse-power will approximate the figure 1, .3. 

Feedwater heaters and economizeis serve the same purpose of 
raiwing the temperature of the water before it is -led into the 
boiler. This ia accomplished in the case of heaters by using 
exhaust steam either directly or indirectly. This cannot bring 
the temperature of the feed water to the boiling point. The 
economizer iitillzes the heat of the waste ga.ses in the stack to 
bring the temperature to some high value, even above boiling 
(at atmospheric prewsure). The value of the latter depends upon 
the temperature of the gases. To be especially effective, this 
temperature should tie somewhat above that required to main- 
tain the draft. The tubular construction of the economizer will 
leave gas passages between the cool water coils, but this will 
restrict the draft very appreciably. In the case cited altove by 
Mr. Stott, the gain by the use of these accessories is given as 
about 10 per cent. 

The draft i-cquired may bo obtained either by natural or 
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artificinl means. The fornicr dcpcndM upon one or more cliim- 
neys, the latter upon steam jeta or air blowers. For the higher 
pressures required with poorer fuels, artificial draft is necessary. 
In terms of the water column supported by the draft pressure, 
the draft may be expressed as equivalent to . 6 to 1.5 inches of 
water. It depends upon the height of the chimney, the tempera- 
ture of the chimney gaaes, the temperature of the external air, 
barometric pressure, etc. External temperature variations may 
be sufficient throughout the year to more than double the draft 
pressure obtained in hot weather. The draft must be sufficient 
even in the less effective periods to give pressure enough to force 
the boilers if required. 

Artificial draft gives a greater flexibility and a more easily 
controlled condition. In power houses, it is applied by an 
exhaust blower in the stack or, less preferably, by pressure 
blowers at the ash pit. If installed after a plant has been in 
operation, it is more easily adapted to the pressure type. If 
installed at the time of the building of the plant, the exhaust 
type is feasible. 

The reciprocaling steam engine is more used than any other 
prime mover. It is easily and economically built in large and 
email sizes, is simple and economical in operation. From the 
standpoint of efficiency in the utilization of the heat energy 
supplied to it, however, it is extremely unsatisfactory because so 
much of this energy is carried to the exhaust. But to a consider- 
able extent this is true of its competitors as well. The use of 
condensers can increase the range of temperature of exhaust 
from that corresponding to atmospheric pressure (212° Fahr.) 
to that corresponding to about 1 pound pressure (102" Fahr.). 
This gives about 33,5 British thermal units per pound of steam 
additional to that already derived from it in bringing its tempera- 
ture down from its initial value. Suppose the initial pressure to 
be 100 pounds per square inch (the value of the initial cylinder 
pressure). The steam then represents 1181.9 British thermal 
units per pound. The range to atmospheric pressure gives us 
1181.9-1146.6 = 35.3 British thermal units. The range to a 
2-inch vacuum or 1-pound pressure gives 1181.9— 1113. 1=08.8 
British thermal units, or almost twice as much heat energy as 
before. There is, therefore, much to be gained by lowering the 
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exhaust pi-enHiir(! lM>yiiiiil una HtmoHplicn; proridi-ii nnr i>r 
increased losses are not exccusire. And this limitation is of the 
first importance in the reciprocating engine. 

The volume of 1 pound of eteam at 100 pounds pressure is 
4.403 cubic feet. When this steam has been allowed to expand 
down to 1 pound pressure it will occupy 334.6 cubic feet. It is 
manifestly impossible to provide a cylinder which can cover so 
wide a range of volume. Indeed, even when we restrict the 
expansion to a range permissible as regards volume, we may 
reach uneconomical conditions of condensation within the cylin- 
der due to the large amount of comparatively cool cylinder 
surface. For simple engines the vacuum should not be lower 
than 8 or 10 pounds pressure. The range of expansion of steam 
within a cylinder is limited, therefore, first by the excessive 
volume demanded for low pressures and its accompanying large 
friction losses and, secondly, by condensation losses. 

The first step for relief of this difl^culty is to use more than one 
cylinder. Partial expansion occurs in the high-pressure cylin{ler 
and the expansion is completed in one or more cylindei-s occurring 
later in the series. The compound engine results and it may be 
economically operated over a wider range than can the single 
cylinder (simple) engine. It may carry expansion down to 1.5 
to 2 pounds pressure. Moreo\-er, the compound engme may 
receive steam at as much as 50 per cent, higher pressure than the 
simple engine, thus increasing the pressure range by extensions 
in each direction. 

Typical steam consumption for various types of reciprocating 
engines will be found in Table XXVIII. These data indicate 
that water rate decreases with increase of rated speed of engines; 
that condensers lower by 20 to 30 per cent, the specific con- 
sumption of the engine; that compounding also decreases the 
consumption. The values given are based upon the indicated 
horse-power of the engines and are only general. Naturally, 
the size of the engine will determine the applicability of com- 
pounding or condensing. 

Hence, to contrast as is sometimes done the water rate of a 
simple, slide-valve, non-condensing engine with that of a large, 
compound, condensing, Corliss type of engine is not enlightening. 
They are not in the same class. Xo one would replace a 100 
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hoi-HO-power oiiKinc I'y a KXH) liorse-powor unit. A steam ciiKifie 
running at normal load or most eeonuniical load is at least a 
fairly satisfactory unit as compared with other prime movers to 
be discussed later. But when ioad fluctuates considerably, as 
ia 80 frequently the case with electrical systems, the specific con- 
sumption varies toward poor values and, what is also serious, the 
change in steam volume per stroke necessitates expansion to lower 
pressures and temperatures and the cylinder walls and piston 
face are cooled, to be heated by the next greater charge. Con- 
densation losses Iwcome serious. 



Table XXVIIL— W«t»r Rates for Steam Engines. 
Type of Engine, 



Low High 

>pped. . speed. 



Simple, alide-valve non-condensing 

Simply slido-valve condensing 

Compound, alide-valve non-condensing, , 

Compound, slide-valve condensing 

Simple, Corliss non-condensing 

Simple, Corliss condensing 

Compound, Corliss non-condensing 

Compound, Corliss condensing 



It will l)e well to point out that there are more ways than one 
to rate an engine and that in comparisons l>etween it and, other 
prime movers, care must be exercised in seeing thajt they, too, are 
rated upon the same basis, 

A prime mover and its generator combined offer the possiluli- 
ties of receiving ratings in terms ot indicated horse-power (i. h. p.), 
brake horse-power (b, h. p.) or horse-power or kilowatt output. In 
the case of the steam engine, the first method is most easily 
applicable and is most generally used. The rating thus adopted 
shows the hoi-se-power represented by the steam in the cj^inder 
as calculated from the indicator card. It is not output of the 
engine and thus does not include the mechanical efficiency of 
the engine. When this latter engine loss is included, the rating, 
derived from tests at the engine pulley, is called the brake horse- 
power. If, to the lossp.s now included, we add the losses of the 
transmission system to the generator (belt, shafting, etc.) and 
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tile losKPs ill tho pt'iitTiitur, mp jirc preiKircd to state the kilowatt 
output of the set iis received at the bus bars. As an example, 
steam turbine-alternator units are more easily rated in the last 
manner. There is no "cycle" of operations corresponding to 
the stroke of the engine with the opportunity of measuring the 
work done in such a cytle. In our comparisons, these facts 
must not be disregarded. 

Speed variations of a steam engine are of two classes, the 
change due to a change of load and the variation in angular 
velocity during one revolution, due to the non-uniformity of the 
driving force. 

In order that generators shall properly divide their load when 
running in parallel, their engines must have drooping speed 
characteristics. Engines thus governed will maintain a proper 
balance. If their speed curves should rise with increased load, 
the result would be an attempt upon the part of each one to 
assume the whole load. 

Speed variation per revolution causes a corresponding voltage 
variation of the generator. This is not allowable beyond cer- 
tain close limits because of harmful effects in the load circuits, 
such as flickering lights, hunting of synchronous machines, etc. 
The engine builders are willing to guarantee not over 2 per cent. 
variation and this is qiiite generally acceptable. 

Steam Turbines. — In the steam turbine we have a quite recent 
development of the prime mover, one which, in fact, is taking 
the hitherto undisputed place of large reciprocating engines in all 
electric generating stations. The large engine of a 1000 kilowatt 
unit is not nearly as common in recent installations as in the 
earlier ones. Instead of having successive charges of steam and 
allowing these charges to expand behind a piston and then dis- 
charge into exhaust, the steam is allowed to expand from boiler 
pressure continuously and to exert its propelling force upon 
blades of a wheel prepared to receive it. The motion may be 
due to the reaction upon the blades or to the impulse of the steam. 
The so-called reaction type of steam turbine may be recognized 
hy the fact that in it the steam expands in the blade passages of 
the moving memlwr. In the impulse turbine such expansion 
does not occur, but it is limited to the stationary passages called 
nozzles. That is, in the reaction type, pressure falls during the 
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passage of the Htoam through ttir moving momher as well as 
through the stationary member (guide) passages. In the 
impulse turbine, the pressure fails in the nozzle passages but 
remains constant in the blade passages. The stationary mem- 
Ikts and the moving members have, for the two types, the gen- 
eral shapes of blading as is shown m Fig. 214. As will be recog- 
nized from the shapes of the blades, end thrust will be present 
with reaction machines but not with impulse turbines. 






A simple or single-wheel turbine will .consist of a set of steam 
nozzles opening upon the wheel passages, the steam passing to 
exhaust after leaving the moving element. The use of several 
sets of moving blades, alternating guide vanes with wheel vanes, 
gives a more practicable form for general construction and 
application. The simple impulse type is seen in the De Laval 
turbine. The compound-impulse type is represented by the 
Curtis, the Rateau, the RJedler-Stumpf, the Zoelley, etc. The 
principal representative of the compound-reaction turbine is the 
Parsons in its various forms. The best known of these different 
types in .Vmcrica are the De Laval, Curtis, and Parsons types. 

The De Laval turbine, being a simple or one-wheel unit, is 
essentially a high-speed machine. In all turbines, the energy of 
pressure of the steam is first converted into kinetic energy of 
velocity and then transferred from the steam to the wheel by 
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remition or impulse. If, then, the complete expansion must occur 
in one step, as in a single-nozzle impulse wheel, the steam velocity- 
becomes enormous if initial pressure is near the ordinary values. 
Such velocities may reach as high as 4000 fret per second, or 
more. This shows why the De Laval turbines have such high 
speeds as 20,000 to 30,000 revolutions per minute for small 
machines with peripheral speeds as high as 1380 feet per second. 
The Curtis turbine allows partial expansion of steam in its 
first set of nozzles, after which the steam passes successively 
through alternate wheels and guides; a second expansion is pro- 
vided for in a second set of nozzles which is again followed by the 
alternate moving and stationary members. This process is 
repeated until the pressure energy of the steam has been trans- 
formed to velocity energy and the latter has been reduced to an 
amount just sufficient to carry the steam out of the passages to 
exhaust. The high velocities of the simple turbine are avoided. 
These steps can be illustrated by the case of a G-stage 3500 
kilowatt turbine in which, as built by the General Electric 
Company, with an initial pressure of 188 pounds, the successive 
expansions give pressures of about GC pounds; 31 pountls; 12.0 
pounds; 5 pounds; 2. 12 pounds; 2. 1 inches vacuum. Frequent 
rotational speeds for various sizes of this type of turbine are as 
follows : 



Generator rating 
in kilowatts. 


Speed in revolutions per minute 
60 cyelos. 25 cycles. 


600 




3600 




750 




3600 




1000 


1800 






1250 


1800 






1500 








2000 
2500 






1500 


3000 
3500 




1800 




4000 








5000 








7500 








9000 








12000 
15000 




.0 


750 


20000 
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The high apccds here met necessitate a small numl>er of poles 
upon direct-connected generators whether of direct current or 
alternating current. The generator is always direct-connected, 
and for small units the shaft is horizontal, while for large units 
the vertical shaft design is followed. 

The condenser is frequently placed in the base of the unit in 
order to economize in floor space. This gives a very satisfactory 
arrangement. 

The Westinghouse-Parsons turbine, in which fall of pressure 
occurs throughout all its passages, requires numerous active 
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wheel vanes with alternate rows of stationary guide blades. As 
expansion occurs, the steam velocity must increase or cross- 
section of passages must increase. In fact, both events occur." 
The diameter of the revolving memlier is increased in steps and a 
larger numl>er of blades are put upon each whirl. The end thrust 
is balanced by balancing pixloiis having the same effective diam- 
eters as each step in the blade scries. The governing is accom- 
plished by admitting steam in periodic puffs, the admission la.st- 
ing a longer time with heavy load than it does with tight load. 
The timing of the opening is determined by the fly-ball governor. 
The comjiarative residts of such admission are shown in Fig. 215, 
where the flat cicst of the wave shows the time the valve is open 
and an average ordinate would represent average initial pressure 



..yLlOO^IC 



302 ELEMENTS OF ELECTRICAL TRANSMiaSION". 

at the first stage, With heavy overload tlemand,a sctoikI admis- 
sion valve opens, allowing high -pressure steam to enter the second 
step of the turbine wheels. 

This type is built with horizontal shaft, with direct-connected 
generator. 

The All i»-Ch aimers turbine is also of the Parsons type, but is 
different from the other machines of the same type in details of 
blading, balancing, end thrust, and packing of the balancing 
piston. 

As mentioned in the discussion upon the steam engine, a 
vacuum is more successfully utilized with the steam turbine than 
with the engine. This is because the turbine presents practically 
unlimited room for the expansion of the steam. These volumes 
become too large for the rei'lprocating engines. It Is quite 
possible to maintain a contlenser vacuum at 28 inches pressure, 
a decrease in this figure indicating an increase in steam consump- 
tion of C to 3 per cent, for each inch lost, down to 23 inches. 

The gain effected by superheating is more marked with the 
reciprocating engine than it is with the turbine. Owing to the 
low specific heat of steam, the actual addition of heat energy by 
steam is small. Its use, however, tends to eliminate condensation 
in the engine cylinder or turbine passages, with re-evaporation 
losses and friction losses. Moreover, in the turl>ine the water of 
condensation is not reversed in direction of motion in respect to 
the blade as is the steam, and hence does not approach an al«!o- 
lute speed (or discharge speed) of zero. It therefore does not 
efficiently give up its kinetic energy. With fluctuating loads, 
condensation is a very serious thing in the reciprocating engine 
while a variation in load docs not increase it much in the turbine. 
The elimination of condensation is more important to the opera- 
tion of the engine, but is also of great value with the turbine. 

The economy curves for steam turbines are generally given in 
terms of pounds of steam per kilowatt hour at the switchboard. 
The figures given for large machines vary from 15 to 20 pouixls, 
dcpemling upon initial gage pressure, vacuum and superheat. 
Generally speaking, in large units of several thousand kilowatts, 
the economy of the reciprocating engine upon steady, rated loiid 
is in the same range as that for the turbines. The curves for 
engines rise more rapidly for light loads than curves for turbines. 
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Besides which, fluctuations of load, as in railway practice, will 
very materially injure the curve for the engine. 

Figure 216 shows certain curves from data given by Mr. Stott 
(A. I. E. E., Vol. XXV) who concludes in his discussion that the 
two machines may be used together advantageously. The recipro- 
cating engine would receive the steam, superheated and at high 
pressure, exhausting to the turbine intake at about atmospheric 
pressure. The latter machine would utilize the steam over the 
pressure range from atmospheric to 28 inches vacuum. Such a 
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Flo. Zie. — Watar nte ourvcs. 

combination would (at about 5000 kilowatts each) give a water 
rate near 13 pounds per kilowatt hour. " This turbo unit would 
be interposed directly between the exhaust nozzle of the recipro- 
cating engine and the contienser, and would have no valves or 
governing mechanism whatever. The generator would be con- 
nected directly to the other generator leads without any switching 
apparatus, except, possibly, knife switches to disconnect for 
testing purposes; an<l in operation no attention whatever would 
be required Ix'yond the ordinarj' lubrication of iK-anngs." 

Since the above proposal was made (in lilOO), several such 
installations have \xei\ made in this country anil abroad. The 
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effect \a well illustrated in the tests made upon an English plant 
which had previously been running non-condensing. 

A condensing plant was installed at a cost of about $28.00 per 
kilowatt of turbine rating. A unique feature of the condenser is 
the use of sewer water for cooling purposes. It was found that 
the exhaust steam from two 78()-kilowatt reciprocating engine- 
sets would supply one 1200-kilowatt turbine, the latter operating 
between atmospheric pressure and a 27.4-inch vacuum. In a 
three weeks' test, the saving effected was shown to be as follows: 

1908. 1910. Savinn. 

Fuel 0.5 cents per kw. hr, 0.334 c. per kw. hr, 33.4% 

Oil and stores 0,018 centa per kw. hr. 0.008 c. per kw. hr. 50% 
Water 0.054 cents per kw. hr. 0.012 c. per kw. hr. 78%. 

Sal. iuid wagea 0. 108 cents per kw, hr. 0.094 c. |ier kw, hr. 
Repairs (est.) o, 114 cents per kw. hr. 0. 114 c. per kw. hr. 

0.796 ~0,562 " " " " .,-y,r 

It will be noted that this figure does not take into account 
the increased interest on investment. 

In another case, that of the Philadelphia Hapid Transit Com- 
pany, a similar addition waj* made to the equipment originally 
consisting of compound, non-i-ondensing Corliss engines. -Vs 
boiler capacity was not sufficient to carry more reciprocating 
engines, low-pressure Curtis turbines were in.stallcd between the 
engine exhaust and condensers. With this condition the turbine 
will use about 40 pounds of steam per kilowatt hour. The results 
obtained indicate that, with complete installation, the output of 
the station should be increased bj' about 70 per cent, without 
increased steam consumption. 

To further compare the operation of steam and gas engines 
and turbines, we will reproduce a tabular statement made by 
Mr. Stott in his paper before quoted. Table XXIX shows in the 
first column results for compound condensing reciprocating 
engines without superheat, derived from actual costs for a year's 
record. Load factor was about 50 per cent. The other columns 
are mainly e.'itimates. 

Internal Combustion Engines. — One of the quite modern coni- 
l)etif ors in the class of prime movers for electnc generators is ihv. 
gas engine or, more broadly, the internal combustion engine. 
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It appears in many forme, ranging through the use of illuminating 
gas, blast furnace gas, gasolene, kerosene, and even crude petro- 
leum. Its principal shortcomings have been Ita speed variation 
during one revolution and the inability to carry much overload. 

Table XXIX.— Comparison of Costs, etc., of Various Types of Prime Hovera. 



Boiler mom or prth 
>. Coal and uh-han 
'. ElmtriCDl sppsnilua 

>. Caal and aBh-hnn 
labor 



Lubrication. . 
Waste, etc... 
Eleotricol bbo 







Kecipro- 




1* g™ 


RBeipr.>- 


Steun 




Oa. 


UDtlnn 


™tiDg 


tuifainea 






aadateam 






turbinw. 


plant 


tuiblnw. 


.57 


0.61 


i,S4 


2.57 


1 54 


i.81 


4.30 


3.S2 


I.IS 


l,fl5 


O.M 


0.S4 


O.M 


0.29 


0,29 


i.n 


1.12 


1.12 


1.12 


1.12 


2.28 
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1,13 


1.13 














0,74 


0,74 


0,74 




7.18 


6.88 


5.46 


1.70 


S.03 




0,17 


0.17 


0,17 


0.17 




57. ao 




28,31 


26.77 


7.M 


0.71 


5.46 


3.57 


S.14 


6.71 


1,36 


4,03 


8,71 


4-03 










i.oe 




0.30 


0,30 


0,30 




2.52 




2.53 


2.52 


2.52 



The four-cydis engine (in reality a four-etroke-per-cycle engine) 
is represented typically by the Otto cycle (Fig. 217). In this 
cycle the first intake stroke draw.s into the cylinder the charge. 
20 
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The return stroke compresses the mixture of air and gas. Near 
the end of the stroke ignition occurs and combustion brings 
pressure up to a high value. This pressure then accomplishes 
the working stroke. Exhaust opens and the return stroke forces 
the gaseous products of combustion out of the chamber. The 
cycle is then repeated This means that there is only one 




Flo. 217.— otto cycle. 

working stroke in four strokes, two revolutions, and the crank 
effort diagram will look like Fig. 218. Thus, a single-cylinder, 
single-acting (i.e., four-cycle) gaa engine gives a greatly varying 
crank effort. 

We may, however, depart from this condition by either of two 
methods. First, we may multiply the number of cylinders and 
so time their epochs that their working strokes are evenly spaced 




Fia. SIS. — Cnnk effort diisrai 



over the time requirpd for two revolutions. By such a construc- 
tion, the turning effort may be kept within the proper limits for 
successful application to the electric generator. A second device 
is to use two-cycle operation, with or without multiple cyiinderB. 
In this process, the crank end of the cylinder is enclosed so that 
the working stroke may be utilized to compress therein the next 
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charge for the working chamber. Exhaust in the working 
chamber occurs just previous to the opening to admission and 
the latter helps to sweep out the last remaining burned gases, etc. 
This will give each revolution one working stroke and bring the 
cycle to an equality with that of the single-acting steam engine. 
The two-cycle engine is smaller than an equivalent four-cycle 
engine, as its individual working strokes are more frequent. 




Fig. 219. — Breyton oyele. 

XevertheloMs, owing to the fact that intake and exhaust occur 
sinmltaneously, the efficiency falls rapidly with departure from 
the best load and the best speed of operation. 

Besides the Otto cycle, there are other possibilities for the 
internal combustion engine. In this, it differs from the steam 
engine where the energy is developed in the cylinder at only one 
stage — admission. With the gas engine, however, combustion 
may occur at constant volume (Otto cycle), at constant pressure 




OieMtl oil eocine cycle. 



(Brayton cycle) or at constant temperature (Die.sel engine). 
The latter two cycles are shown in Figs. 219 and 220. 

In the Brayton cycle fuel is admitted and burned at about 
constant pressure, giving an indicator card very similar to a 
steam card. The Diesel engine, using liciuid fuel, operates with 
no constant pressure or constant volume lines in its indicator 
card. Combustion occurs during admission, but at constant 
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temperature which gives an isothermal combustion line. In this 
cycle a charge of air is compressed to about 500 pounds per 
■ square inch and the liquid fuel is sprayed into the cKamber. So 
high a pressure serves to raise the air temperature to a point 
where the oil is ignited immediately upon its entrance into the 
combustion chamber. 

In economy of performance, the gas engine or oil engine has 
some decided advantages over the steam engine. A good slide- 
valve steam engine will utilize about 5 per cent, of the heat 
energy of the fuel. By changing from slide-valve to the type 
where exhaust is timed indepentiently of the admission (the four- 
valve Corliss type) this economy may be increased to G per cent. 
Compounding and use of condenser brings it up to about 8 per 
cent. Triple expansion gives about 12 per cent. Gas engines 
of the explosion type may be expected to give IG to 18 per cent. 
Oil engines, 18 to 20 per cent. Diesel engines about 30 to 35 per 
cent. These figures are based upon the indicator cards and 
must be lowered to represent output at the shaft or pulley and 
it must be remembered that the gas engine has high thermal 
efficiency and low mechanical efficiency, while the steam engine 
reverses these characteristics. 

As regards overload capacity, the internal combustion engine 
is at a disadvantage be<;ause its action is best at normal intake 
with normal mixture of air and gas or other fuel. An overload 
demands more fuel which in turn demands more air for combus- 
tion. But the capacity of the cj'lindcr remains the same and no 
great excess in charges may be attained. If, then, the machine 
is to be capable of taking much overload, it must be underrated 
and run rather uneconomically at normal load. 

The capacity of a gas engine is different for different altitudes. 
This is because the amount of air per cubic foot depends upon 
altitude, and, with lighter weight of air intake, the charge of fuel 
is necessarily decreasc<l, thus lowering the output. 

The principal advantages and disadvantages of the internal- 
combustion engine may be named as follows: 

.Vdvimtnges: 

1. The pressure due (u (lie h<';it cnerfiy is developetl in the 
enghie cylinder where it i.s used and no wastes occur, correspond- 
ing to the losses of the boiler, smoke stack, etc. 
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2. The pnfjinn is onaily and quirkly slart.od. 

3. A coiisidcrablc storage of fuel in poHwililc iik the form directly 
used by the engine. The space requiretl for it is small. 

4. Fuel handling ia easy and operation is cleanly. 

5. With oil engines or where gas is purchased, the system has 
no compHcation corresponding to the boiler plant and is very 
simple. 

6. Fuel is cheap. 
Disadvantages: 

1. The crank effort is irregular, and the maximum pressure in 
the cylinder is high for a given mean value. A fly-wheel is 
necessary. 

2. Auxiliary apparatus is required for starting, 

3. The overload capacity is quite restricted. 

4. There is no energy storape in its usable form, as in the case 
of steam. Power for each stroke is developed just as it ia used. 
(Compare advantage No. 3.) 

5. There is no range poHsible below atmospheric pressure (as 
with condenser). 

6. Governing ia not easy to accomplish nor are replies to 
governor action prompt because of the infrequency of the working 
stroke. 

7. There are numerous parts, the failure of any one of which 
will stop the engine. 

As regards the cheapness of fuel for gas engines, considerable 
might be said. Natural gas regions may be recognized at once 
as favorable localities for the use of such engines. If coal is 
cheap — poor grades and short haulage — producer plants may be 
established and gas generated for use. The producer is a very 
satisfactory piece of apparatus and will give to the gas about 
82 per cent, of the energy of the coal. Low-grade fuel may bo 
used with it. In oil engines there may be used some of the 
cheaper grades of oil. The Diesel engine will use crude petroleum 
and has been known to run, experimentally, using fine coal dust 
as its fuel. Its makers guarantee I kilowatt hour at switchboard 
with use of 7/8 pound of crude oil. Alcohol has been little used 
here in .\merica, but with the recent reduction in price due to 
removal of the revenue tax, the engine will probably be developed 
to a greater extent for small units. 
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(iaw and oil onginos will cost in the neighborhood of $50 per 
horse-power for sizes of 50 to 100 horse-power. For special 
installations they are built in very large units, the 2400 horse- 
power blast furnace gas engines of the Indiana Steel Company 
at Gary, Ind. being examples. For richer gas the units may l>e 
more powerful and smaller as, for instance, the 4000 horse-power 
gas engines of the California Gas and Electric Corporations. 

Electrical Generators. — Generators for converting the mechan- 
ical power of the prime mover into electrical power may !>e 
connected to the latter by mounting upon a common shaft, by 
belting from pulley to pulley, by rope drive, by gearing, etc. 
The first two of these, direct-drive and belt-<lrive, are by far the 
moat common. Generally speaking, the choice between the twa 
is determined by the ratio between the individual economical 
speeds of the two machines. If both prime mover antl generator 
may be built for the same speed without much sacrifice in effi- 
ciency, without too great increase in cost, etc., it is proper that 
they should be mounted upon a common shaft or otherwise 
connected for direct-drive as may be best suited to the type of 
prime-mover. With water wheel and steam turbine the common 
shaft is practicable. With reciprocating engines, steam or gas, 
the crank shaft drive is required. 

Rope drive and gearing are of limited use, although they may 
be included within the .scope of good practice ami may each have 
special applications where it becomes valuable. An instance of 
this is where the high-speed De Laval turbine is to be connected 
to a generator. Here we have speeds of prohibitive value for 
the generator or even for pulley- and belt-drive. The problem 
is solved by the design of high-speed gearing. It may run at 
peripheral speeds as high a^ 6000 feet per minute. In order to 
insure proper meshing of teeth of pinion and gear, it is customary 
to assemble the generators in pairs, letting one turbine drive the 
two. The pinion of the turbine shaft <lrives two gears, one upon 
each side. The lateral pressure necessary for high-speed work 
is balanced by this opposition. There is no great increase of 
friction because of side pressure upon the turbine bearings nor 
is there liability of interference because of bending the shaft. 
If only one electric circuit is desired, the two generators may be 
connected in parallel if great care is taken to adjust their division 
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of load. Probably it is preferable to place them in series, both 
armatures and fields, so that they become parts of one machine. 
This is possible either with direct-current generators or alternating- 
current generators. Even polyphase machines may be so con- 
nected, leg by leg. 

Rope-drive is suitable for distances too great for belting antl 
especially for vertical transmission of power. The rope sheaves, 
as the pulleys are called, have great enough width to receive in 
their grooved faces a proper number of rope strands to transmit 
the power required. These strands may be either the continuous 
rope (American) or multiple rope (English). The former has 
the advantage of uniform tension, ease of installation, single 
splice, and the disadvantages of high original cost, expense of 
reserve and replacement, and shut-down in case of a single break. 
The latter system necessitates care in installation as regards 
tension, making of numerous splices or joints, but avoids excess- 
ive reserve material or complete failure for one break. 

Direct connection between driver and generator is sometimes 
accomplished, as pointed out, by pressing the moving member 
of the generator upon the crank-driven engine shaft, the turbine 
shaft, etc. Again, the shaft of the generator may be coupled to 
that of the prime mover by rigid flange coupling, flexible coupling, 
or even friction clutch. Of these several possibilities the assem- 
bly upon driven shaft and the flange coupling are the ones most 
suitable for heavy work and general installation. 

By far the greatest part of alternating-current electric gene- 
ration occurs with polyphase machines. The economy of 
electric transmission is served by use of three-phase circuits. 
It is much more satisfactory and economical to generate thus 
than to lose in efficiency by a transformation from some other 
form. Inasmuch as there is generally a considerable part of 
the power utilized at some point other than that of generation 
{and sometimes all of it) the importance of the polyphase alter- 
nating-current generator is apparent. Furthermore, the poly- 
phase generator is a simple machine to operate, it is comparatively 
inexpensive and its reliability is high. It is a sturdy machine 
capable of carrying overloads satisfactorily. 

Formerly, it was built with a stationary field and revolving 
armature. The construction is greatly simplified and strength- 
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ened by placing the armature winding in slots upon the nonmov- 
ing member where insulation and dynamic strains are more 
easily taken care of and placing the field poles upon the revolving 
member. The field construrtion does not include the distributed 
winding except in special forms. It is, hence, quite possible to 
cause the centrifugal strain upon the field conductors to be taken 
by the iron pole tips, giving greatly increased strength. Where 
the round rotor is used and the field winding must be distributed, 
the slots are few and large and the strains are more easily met 
than in an armature win{ling with heavy end connections. With 
increased voltages of to-day, the ease of insulation of stationary 
armature presents the greatest gain, because the insulating 
materials used do not add mechanical strength to the armature 
coil at all comparable to the increased volume or weight. 

Field excitation will require from 1.5 to 5 per cent, of the 
kilowatt rating of the generator. This varies considerably with 
the rated speed of the machine, W'ith a certain voltage it may 
take 2 per cent. If, now, the voltage remains the same, but 
speed is reduced, an increase in field flux is necessary. The 
kilowatt rating of the exciter would, therefore, be increased. As 
an example, a certain 650-kilowatt generator running at 90 
revolutions per minute required for excitation a 30-kilowatt 
machine. A similar generator running at 600 revolutions per 
minute was found to need only a 9-kilowatt exciter. The number 
of poles is reduced from 80 to 12 by the change in speed (60-cycle 
machines) and the decrease in length of field winding and its 
resistance affect the rating of the exciter more than does the 
increased length of magnetic path. The densities may have 
changed, also. 

The older type of indtictor alternator is not as common as it 
was formerly. In it the revolving member moved within an 
immense stationary bobbin which contained the field winding 
and magnetized the rotor in an axial direction or crosswise. The 
polar projections upon this field coming in front of first one set 
of coils and then another serve to give maximum flux cutting and 
then zero cutting. But this is an uneconomical condition 
because, if the flux should be changed from positive maximum 
to negative maximum instead of maximum to zero and back to 
maximum again, a given voltage would require only half the flux 
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that is needed with the non-revcrsal of fiiix. The weight ecnnoriiy 
is, therefore, low, or cost is high. The great advantage claimed 
for it is the absence of revolving windings, as neither field copper 
nor armature copper moves. 

The egiciencies of alternators are quite high. They depend 
upon the size of the machine, the speed, and the voltage. For 
large machines running at speeds most suitable to their sizes, 
efficiencies may be secured as high as 98.5 per cent. Either 
extremely high speed or low speed would have the tendency to 
lower this figure, although the effect of the latter is the greater. 
Typical effipiencies for normal conditions of voltage and speed 
are illustrated by Table XXX. 

Table ZZX. — Typical Alternator EfflctenciM. 
^~--^ I , 0.25 , 0.50 0.75 1.00 1.25 
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Regulation of a constant potential machine is defined by the 
A. I. E. E. as being the ratio of the maximum difference of 
terminal voltage from rated load value to rated load terminal 
voltage. The range of load is from rated load to open circuit. 
That is, the greatest variation from rated load value of voltage 
is noted as the load is changed over the range mentioned — full 
load to no load. This variation, divided by the rated load termi- 
nal voltage, gives the decimal representing the regulation of the 
machine. Generally speaking, the regulation of a generator is 
of considerable importance. If it exceeds a certain amount, 
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depending upon the tiiitiirc of tlie loAci, the voltage variation 
betoines ao gicnt lus to introduce serious difficulties to proper 
operation. A lighting load should be supplied with energy 
through a generator having a good regulation, or the voltage 
fluctuations will cause very unsatisfactory operation of the lamps 
upon the system. Candle-power is very sensitive to voltage 
clianges. 

A regulation of not over 6 per cent, is asked for io generators 
for lighting service, but this is much too great to allow at the 
lamps. Voltage regulators may, however, maintain a proper 
degree of stability. For power loatl, the close regulation is not 
generally so important a point of operation and valves of 8 per 
cent, or more may be allowed. 

The voltage of the generators will depend upon the power 
ratingof the plant and the distance of power transmission. Where 
line voltages of less than 15,000 volts maybe considered as suit- 
able for the installation, it is possible to supply them directly 
from generator terminals. In fact, European practice goes up to 
30,000 volts and American practice has reached as far as 20,000 
volts. These are not typical of general practice, however, but rep- 
resent, rather, the present extremes. Where potentials above 
1.5,000 volts are desirable or required, the alternator potential will 
generally vary from one-third to one-sixth of the line pressure. 
For extremely high-line voltages the ratio may be increased. 
The most suitable balancing of line, transformer, and generator 
constants may bo assumed to be in the general neighborhood of 
the one-to-five ratio of generator-to-!ine voltages. It is a fact, 
however, that high generator voltages are being persistently 
shunned because the factor of safety for insulation is much lower 
at the generator than at the transformer. Many large machines 
are being installed at 5000 volts or less on high potential trans- 
mission systems. 

Speed ratings have a very decided influence upon cost of 
alternators. Slow-speed machines are more bulky per rated 
kilowatt both in iron and copper. Hence, the type of prime 
mover may influence price very considerably. The size of the unit 
likewise affects the cost. Large units cost from $12.00 down to 
$10,00 per kilowatt. Smaller machines will be more expensive. 
The cost of exciters for large machines will be in the neighbor- 

Ly,U._.u.>LTOO^IC 



GENER,1TI0N. 315 

hood of $1.00 per kilowatt of getierutor capacity. This figure 
increaBes with decreaaing size of generator and for as small sizes 
as 50 kilowatt may be around $2.00 per kilowatt. Naturally, 
the price depends very materially upon the type of exciter used. 
That is, the belt-driven exciter is designed for its most economical 
speed, etc. It is necessary to provide parts for it which would 
not be included in an exciter mounted directly upon the same 
shaft as the generator. If the generator speed differs materially 
from the brat exciter speed, a direct-connected exciter would be 
expensive, despite the fewer parts. With comparatively high 
speed generators this would lessen the difference or perhaps 
reverse the positions upon the scale of the two types of exciters. 

This is, however, so small a part of the total cost of the instal- 
lation, that it does not influence the choice between types as a 
general thing. Other things, as the availability of space, the 
symmetry of assembly, simplicity, etc., have more weight and 
determine the choice. 

Self-excited alternators are not built in large sizes and they are 
considerably more complicated than are the separately excited 
machines. A perfect automatic regulator for field excitation 
which will take into account the power factor of the load, the 
variations in load, etc., presents many complications. 

General alternator characteristics. — Armature constants, namely, 
resistance and reactance, affect the shape of the volt-ampere 
characteristic of the alternator. This was pointed out in dis- 
cussing the regula'tion of the machine. But they are furthermore 
important in Umiting the rush of current that occurs with short 
circuit of the armature. When short circuit occurs, the rush of 
current is eventually determined by the combined effects of the 
field, the armature reaction upon the field and the impedance of 
the armature circuit, of which the resistance is negligible com- 
pared to the reactance. At the first instant, armature reactance 
lias not affected the result and the current rises to the value, 



where e is the nominal generated voltage and x is the armature 
reactance. If, then, the value of x is small, as is the case of 
turbo-altemators, other alternators of very good regulation, etc., 
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the valin- of current roailu'd for tlio Ctrat instant ot a short circuit 
may become enormous. There exists a aecondsiry effect in the 
field circuit, also, causing a large rise of current there, with 
pulsating cycles. Both of these gradually decrease to their 
permanent values, unless there are line switches or breakers 
opened by the peaks, which ordinarily would occur if automatic 
protection is provided. 

A three-phase alternator may have ita armature coils connected 
Yor A- For high voltages the Y-connection is always preferable, 




Fio. 221.— Tbioe-phase tdple hanmmia. 

inasmuch as it gives a lower voltage per leg. For low voltages, 
the A arrangement frequently occurs. If there Is present in the 
electromotive force generated a triple harmonic, there is con- 
sitlerable difference in the results depending upon these armature 
connections. 

If we look at the voltage curves for the three legs as shown 
upon rectangular coordinates, considering the waves as 120 
degrees apart, the positive directions for the legs of the Y may 
be taken as outward from the common point. Figure 221 
shows that a triple harmonic for one leg is in phase with that for 
each of the other phases. When the armature is connected Y 
these triple harmonics oppose each other because they are all 
away from the neutral point or all toward it simultaneoUBty. 
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If a neutral tap is brought out and grounded and the load also 
has the same arrangement, there is a path provided for the triple 
harmonic of rurrent and it will be present. With A connection, 
the triple harmonics are short-circuited in the armature and may 
become rather large. In either case, there ia greater heating of 
the generator in case of the presence of these harmonics. A meter 
in the neutral or in the delta may show such currents present, 
though the most striking method of showing it is to take an 
oscillographic record, where the triple frequency is easily detected 
(Fig- 222). 



liled triple bannoiiia ia delta-owuieotcd armatuie. 

Alternators are generally of the polyphase type, as this gives 
more economical construction and transmission, as well as giving 
more satisfactory and flexible operating conditions. Where 
single-phase load only is required, as with lighting, single-phase 
railways, etc., the separate phases of a three-phase alternator 
may supply different portions of the load. 

Direct -current generators are to be obtained in all sizes from 
the fractional horse-power to 12()0 or 15()0 horse-power. They 
lire of the plain shunt ly])c of fiehl or of compound field winding. 
The nature of the loud determines whether lliey arc to l»e of the 
constant-current type or of constant-potential. The former 
would be used with direct-current series arc circuits, but this is 
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about its only application. To a considerable extent, the con- 
stant potential generators may be looked upon as the same 
machines aa will be described more in detail under the head of 
motors in the chapter upon distribution. 

The plain shunt generator will give a drooping voltage charac- 
teristic as load comes on, due to ir drop and armature reaction. 
The compound winding will compensate for any portion of this 
drop or over-compensate for it, if desired, maintaining constant 
potential at some distant point in the distribution. It will not 
give a straight-line variation between voltage and armature 
current or -load. With proper setting for no load conditions 
and desired voltage at full load, the regulation between these two 
points upon the curve is not, therefore, exactly proportional to 
the load, but is slightly higher than it should be. 

8peed has considerable effect upon the cost of direct-current 
generators as it does upon alternating-current machines. The 
cost may be as high as $30.00 per kilowatt for small sizes and 
may be taken as alwut $15.00 per kilowatt for large machines. 
The effect of increased speed is, naturally, a reduction in amount 
of material used, meaning reduced weight and cost. The 
multipolar construction also reduces weight and cost. 

Efficiencies of direct-current generators vary from 75 per cent, 
with very small units to about 92 per cent, with large units. 
Their efficiencies are never as high as those of alternating-current 
machines, because of the presence of new sources of losses, as 
brush friction, commutator losses, etc. 

Voltages run up to about 750 volts for the constant potential 
machines. Commutation troubles occur if this is pushed much 
higher. The use of compensating windings, however, will aid 
in the attempts to reach higher voltages upon generators and 
1200 volts or more may be attained. 
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CHAPTER X. 

TRANSMISSION. 

The route of the transmisaion line must be selected, having in 
miml many features of construction, maintenance and operation. 
All other things being ecjual, the most direct route is preferable, 
because of the economy of material and labor. Seldom, how- 
ever, are the conditions as simple and the choice as free as this. 
Frequently, even in comparatively short lines, the load carried 
in a distributed load, the elements of which do not lie even approx- 
imately in a straight line. The question then arises as to whether 
the line shall be direct with branches or whether it shall he laid 
out to reach directly the localities to be served. To determine 
the preference, not only must the length of routes be considered 
with the comparative costs of conductor, towers, right of way, 
etc., but there must also be studied the methods of control of 
branch lines, with switch houses and the possibility of atten- 
dants. Expense will not be the only thing to be given weight. 
If a certain customer demands a service without interruption, 
the installation must reach him with as much reliability as if he 
were upon the main line. For branch line service in this case, 
the switching must be done and the line controlled with the 
utmost dispatch. The branch will be as well served as the 
main line and may be looked upon as an integral part thereof. 

On the other hand, if interruptions to service lasting ten 
minutes, thirty minutes, an hour, arc not serious, the branch 
may be of much less expensive construction than the main line. 
Switching may be done by very different means, delay being" 
unimportant. Protective devices will l>e less refined or perhaps 
wholly altsent except in the most rudimentary form. 

Certain routes may be laid out in such a way that the towers 
are placed at specially advantageous points, giving increased 
effective height of tower if placed upon a knoll or eminence, or 
giving exceptional strength of setting for an angle. With short 
spans and wooden pole lines, this point is not of great value, but 
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with steel towers, it gives individuality to each tower and its 
setting. Spans will vary in length and towers may be of different 
heights, although the latter condition is not necessary except for 
speciaJ work, nor is it very common. 

Distinct differences may occur in the various possible routes 
in regard to character of earth and its suitability for supporting 
heavy towers. Roiling land gives much better and simpler 
construction than would low, swampy ground. Rocky ground 
will make expensive lines because of difficulty in securing proper 
footings. Two routes lietween the same points may present 
quite different depreciation rates. Exposure to storms, snow 
slides, or land slides is to be avoided. It is generally preferable 
to increase the length of a line somewhat rather than to carry it 
over a high point where it may be exposed to severe lightning 
disturbances, or through a deep valley subject to storms. Not 
the least important thing to consider is the accessibility of the 
route for construction and for maintenance. Hydraulic develop- 
ment must occur where the opportunity is given for it, and some 
of the locations of power stations are, thus, far from ideal. The 
transmission line has imposed upon it severe conditions because 
of this restriction and frequently they must be met by making 
the best of a bad situation. 

Where two lines ai-c to be paralleled, they may be allowed to 
follow different routes. This will give increased installation 
expense, but, in the case of precarious conditions of service, 
increased reliability is attained. 

In taking up the problem of line calculation, two different 
problems will be assumed and various calculations made upon 
each. 



Problem A. 

To deliver 5(KK) kilowatts over a 5(J-milc, three-phase line. 
Power factor, 0.90. 

Choice'')/ Freiiuc»r!i.—S:\tnn\\ frequem-y of line =47(H)() = 

5<) 
SMO. Hence we may choose either IK)" or 25~, as the higher har- 
monics of neither fundamcntiU wave can coincide with this value 
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and cause reaonance. In order to avoid high reactive drop we 
will assume frequency of generating system as 25-. 
/=25~. 

Choice of Voltage. — Standard voltages for transmission may 
lie given as follows: 550,1100, 2200, 4400, 0600, 13200, 44000, 
OGOOO, 88000, 1 lOOUO, 140000. 

Of these values, up to 13200 may be called low-voltage trans- 
miHsion if we assume as the dividing point the value which to-day 
may be obtained without the use of transformers. That is, at 
13200 volts or below, the interposition of transformers between 
generator and line is not required, although it very often occurs. 

Above 13200 volts we will term high-voitage lines; 20000-volfc 
generators have been built in America but, not being common, 
at present we may ignore them in fixing this division point. 

The step from 13200 volts to 44000 voUh is large, and many 
lines use intermediate voltages. However, the region is critical 
in that the decrease in tost of line material may not equal the 
cost of transformers. If much benefit is to be derived, a fairly 
wide change in voltage is necessary. 140000 volts is merely a 
proposed standard yet to be attained, but its choice is even now 
a strong probability. Even 100000 volts is l)eing considered. 

.\llowing approximately 1000 volts per mile of line, the voltage 

required would be 50000 volts. In order to give a value closer 

to a standard one, we may take the line voltage at receiver to be 

E =60000 volts. 

Current. — The line current becomes for unity power factor 
/„ =48.2 amperes, 
while for the given power factor of 0. 90 we have 
/ =53.5 amperes. 

Line Loss. — As previously mentioned, the allowable line loss 
maybe assumed at a value from 5 to 20 per cent., depending upon 
cost of power, etc. We will assume for this case about 12 per 
cent. loss. This means 600 kilowatt loss or 5600 kilowatt gene- 
. rated and supplied to the line. 

Size of Conductor. — In order to select the size of conductor, 
find line constants, etc., we will first neglect charging current and 
calculate line resistance from permissible line loss. 

^'r^ =600 kilowatts for three lines. 
600000 =3(53.5)'r„ 
21 

Ly.u.u.y Google 



322 ELEMENTS OF ELECTRICAL TRANSMISSION. 

whence 

r, =G9.6 for 50 miles. 

Choosing size Xo. 4 B & S. as a close value, we have 
r,=65.47 ohms for 50 miles. 

The weight of one conductor will be about 32,800 pounds 
figured at . 32 pounds per cubic inch of copper, and not allowing 
for sag. 

Spacing. — For a voltage as high as 60000 volts, we should 
choose at least 6 feet as the distance between lines. 
Inductance and Inductive Reactance. 

From the formula developed 

L„i=0.0805+0.74IIog- 

where d = distance between conductors and r = radius of Uie 
conductor, 

72 
I 
= 2.186millihenry9. 
L„ = 109 . 3 millihenrys = . 1093 henrya. 
^L = 2'^/J^ = 17. 2 ohms per conductor. 

Capacity and Capacity Reactance: 
a038 

'"^r '"^oTik 
= 0.01365 microfarads. 
Csn= 0.6825 niicrofarads-682.5 (10"') farads. 

A'j=- --— =9340 ohms per conductor. 

2r.jC 

Vdtages and Currents. — (a) Having obtained the above data, 
we will assume that capacity is concentrated at the center of the 
line and calculate currents and voltages, Diagrammatically, 
the arrangement is shown in Fig. 223, where conditions j-epresent 
one line and neutral, i-'„, /„, refer to generator quantities; ff, /, 
refer to load; r„ a;,, to line {of one conductor); C, Xg, I^, i^'e, to 
the condenser. .\s wc may choose our initial line among these 
vectors it is most convenient to assume load voltage as having 
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this direction because it is the starting point of our calculations 
and is known in value. 



Hence we have 



£,-e+!;2. 



E. =34700 = initial line. 
P.f. -0.9. 
/ =53.6(0.90 + jVl-0.9") 
=48.2+)'23.3. 
r,-ix, =65.5-)17.2. 

E, -34700 + i (65.5-/17.2) 
(4S.2+i23.3). 

!,-',-J', 



EI 



Fla. 223.— Problem A, line csleuUtioi 



J'- 



'J-*.'/.'. 


-30480+J348. 
I, =(3(»480+;348).r;"y340. 




-0.0378-/3.91. 


',='+'. 


;. =48.24+jl9.39. 


£,-B, + iV, 


*'. =(36480 + )348) + » (48.24 + 




/19.39)(65.6-/17.2). 




=38227+/788, 
Z. -(38227+/788) + (48.24 + 


2o=Total Impedance 




/19.39). 


= *■./'. 


-088-/203. 



Continuing the calculation and deriving the numerical value 
of each one of the quantities 
e =34700 volts. 
i =53.5 amperes, 
z = 649 ohms. 
P.F,load=0.90. 
z, =67.7 ohms. 
c„ =36480 volta. 
ig =3.91 amperes. 
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ig =51.9 amperes. 
e„ =38227 volts. 

Zg =737 ohms for line and load. . 
P.F., line and load, =0.936. 
CoVS =66220 volts, line-to-line at generator, 
(b) In order to reach a closer approximation, it will be neces- 
sary to assume a different disposition of the capacity. A better 
refinement is secured if the total capacity is broken up into three 



iz— J. 




Fis. 234.~-PtT>blem A 



IB caLkulaCion, gMODd approiinution. 



parts and distributed, one sixth at each end of the line and two- 
thirds at the center of the line. These conditions are indicated 
in Fig. 224 where the symbols are as before for load and generator, 
but new quantities are as follows: 

. =condenser current across receiver end of line. 
= line current on receiver side of center. 

'c = condenser current across center of line. 

' =iine current on generator side of center. 

"j, = condenser current across generator end of line. 
The reactance of each condenser is derived from the total capac- 
ity reactance, being inversely proportional to the capacities. 
For 3 C, reactance =01^,* for j C, reactance =fii. 
' Xg =9340. 



^E/iGx^ 



Oi, 


-5G040. 


tx. 


= 14010. 


E 


-e = 34700. 


P.F. 


= 0.90. 


I 


=4S.2+j23.3 


,-J-r 


= 05.5-jl7.2 


/, 


= -;o.o. 
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/' =/ + ^ /' =:48.2+y22.7. 

i,; =^E + l!l'Zi a; =36480+;330. 

i'c=EJiix^' /'e =0.024-j2.6. 

/" =J'+r^ i" =48.22 + /20.1. 

'e„='e^+\1"Z^ E^ =38230+/575. 

/", = E„//Gx/ /'% =0.01-/0.7. 

/, =/'" + /", /„ =48.23+/19.4. 

^o =P'olh 2„ =688-;265. 

From these vectors we derive absolute values: 

e =34700 volts. 

i = 53 . 5 amperes. 

2 =049 ohms. 

P.f. load =0.90. 

2, =67.7 ohms. 

ic =0.0 amperes. 

i' =53.2 amperes. 

e^ =36480 volts. 

I'e =2.6 amperes. 

i" =52.2 amperes. 

t"j=0,7 amperes. 

Co =38230 volta. 

I'o =51 ,9 amperes. 

z„ =737 ohms. 

P'o = 1852 kilowatts per leg. 

Po =5556 kilowatts total. 

P.P. line and load =0.934. 

*oV3 =66220 volts, line-to-line at generator, 

ij+i'j+t"j = 3.9 amperes, total charging current. 
By comparing these two sets of results, it is seen that they arc 
practically identical throughout. In this case, it is evident that 
the first approximation would have been all that is necessary, 
(c) From Chapter VIII we have 
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In this problem, our symbols have the values shown below, 
E -34700 
/ -48.2+;'23.3 
2,-65.5-/17.2 

,:E„ =38224+j576 e„=38225 volts. 

/„ =48.24 +jl9. 39 i„=52. amperes. 

/„ =-0.04-j3.9 j,,^ 3.9 amperes. 

Or, by not neglecting the term Z,K/6, we obtain practically 
the same expressions. 

This method is to be preferred to any of the other approxi- 
mations for, upon the whole, it is simpler and more accurate. 
In this problem, the inaccuracy ia not great with any of the 
methods employed. But in the later problem, it will be seen 
that the single-condenser method would probably be too far off 
to he acceptable and the approximation by series is much simpler 
than the three-condenser method and should be adopted. 

Regulation. — Line regulation ia the percentage rise in poten- 
tial at the receiver end of the line when full non-inductive load 
is thrown off. We may desire to know what the regulation ia 
at any other specified power factor, but, unless the power factor 
is stated, it is supposed to be unity. In calculating the line regu- 
lation aXP.F. =0.90, we may proceed aa we have in the previous 
calculations except that E ia not known and is to be determined, 
while Eg is known. The capacity may be distributed in three 
parts, or it may bo considered as concentrated at the receiver 
end of the line. Again, we may estimate it from voltage values 
we have already calculated as the load voltage, 34700 volts, and 
the generator voltage which gives this receiver voltage, namely, 
3S230 volts. This assumes that, with no load, receiver voltage 
ri.ses to generator voltage, which may give a value too high in 
one ease or too low in another case. In fact, due to line capacity, 
the potential at the receiver end may exceed that of the generator. 

(a) This simplest method gives in the problem A 

_^:^™-o.ioi7 

34700 



= 10.17 per cent. 
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(b) In onler to show thp procosa of obtaining a rloaer approxi- 
mation by this laborious process we will assume the capacity as 
distributed as in Fig. 224. 





dx, 
e 


= 56040 ohms. 




= 14010 ohms. 




= 38230 volts. 




= 05.5-jl7.2. 


E =e 


i, -Elidx, 

i' ='. 


I, 

i' 


= -;I7.82e(10"'). 
--]17.82e(10"'). 
= 0.999S5e-)0.0005Se. 


'■c-Kl»'. 


/'. 


= -]0. 00007146. 


;•-;'+/', 


;• 


--)0.000O892e. 


i.=X+!''-z, 


e 


-0.99908e-j0.0035e. 
=0.999U=38230 volts. 




= 38260 volts. 



Comparing this value with the value of e„, it is seen that there is 
a slight rise in voltage along the line. The regulation now 
appears as 

38260-34700 
Line regulations - — -- 

= 10.25 per cent. 

This method is a fair one in a case with considerable line 
reactance. 

(c) If the capacity is placed at the receiver end of the line 
the calculation is simplified considerably, but at the expense of 
accuracy. In this particular problem, it does not matter very 
much which method is used for this last suggestion gives 

-34700 
~ 34700" 
= 10.38 per cent. 

It is seen that all of the estimates are close together and hence 
any one of them would have been quite satisfactory in this case. 
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((I) Finally, for the viiluow olihuiitvl by iippi-oximntion liy the 
eTies we have 



:H700 
= 10.29 per cent. 



E' = EJ\ + 



z,y 



-^'Jc 



= 38261 4-/6aS 
c' =.38270 
Tdephone Circuit. — Suppose average height of line from ground 
id 45 feet moaBUred to lowest conductors of the power circuit. 



B 


c 


S 




-f-^ 


^-T 



Fid. 225.— Problem A, telephone circuit. 

Place telephone wires 2 feet apart, the upper one being 35 feet 
from ground. These eonditiona ai^ shown in Fig, 225. They 
may \yc stated thus: 
I'owcr circuit: 

/ =53.5 amporoa. 

E =(J(HM)0 volts. 

I.-ength^.W miles. 
iSpacings: 

((, = 15.25 feet between A and S. 
n,= 17.25 feet between .4 and 7'. 
i,= 10 feet between /* and S. 
b,= \2 feet between H and T. 
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c,= U) foet iK-twecii C iUid .S', 
r,= 12 feet ix'twcen C ami T. 
From Chapter VIII the induttftiioe per mile of line A upon tho 
tolcphonc (.-ircuit is 

3/^=0.741 log"'- 

= -0.0403 inillihcnryB, 

A/B^0.7411og^' 

= -0.06K4 millihenrys. 

Afc=0.7il log*"'- 
c, 

= -0.0584 millihenrys. 
Whpnpp, noglepting the negative signs, 

M - VmV+^^b' + Mc' -jM^MV+MA^c + ^fc) 

- +0.02 millihenrys =0.00002 hcnrya per mile. 
e(, = 2n/.W/(50) 
=8.4 volts 
That is, there will be induced in the telephone circuit an 
alternating voltage of S.4 volts at 26 cycles per second. 



Fill. 2-26.— PmlileiD 






Again, if we place the upper telephone wire only 5 feet below 
the lower power conductors and recalculate the voltage induced 
(neglecting diagonal distances and using vertical distances only) 
we have (Fig. 22G) 
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a, =10.25 fort, 
fl, =12.25 feet. 

b, =5.0 feet. 

b, =7.0 feet. 

c, =5.0 feet. 
c, =7.0 feet. 
Jl/^=0.741 loga./flj. 

= —0.0575 millihenrys. 
Mb = Mc = -0. 1079 millihenrys. 
M = - . 05 millihenrys = - . 00005 henrys per 

mile. 
e„ = 21 volts. 

The voltage is more than doubled by this decrease in distance. 

Each of these calculations indicates that there would have to 
be numerous transpositions in the telephone circuit in order to 
eliminate therefrom the flow of current due to this electromag- 
netically induced voltage, and its consequent noisy effect in the 
telephone receiver. There remains to be considered the 
potential at which the telephone circuit as a whole is above the 
ground potential and the resulting danger to the operator who 
uses the telephone. This effect is one of electrostatic induction 
as discussed in Chapter VIII. Referring again to Fig. 225 and 
stating conditions we have: 

£,, = 38230 volts. 

r =0. 104 inch, radius of conductor. 

a =603 inches, A to ground. 

b =540 inches, B to ground, 

c =540 inches, C to ground. 

s =420 inches, S to ground. 

t =390 mches, T to ground. 



2a -r 
log 

log 5.50 

= 38230 '^ 

log 1 1000 
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log _- - 

=8000 volts. 

c + s 
log 

" '2e-r 
log 

r 

•= 8000 volts. 



= 1500 volts, the potential of 5 above ground. 
Similarly, ej may be found. These values of potential are, 
of course, dangerous to the operator. 

If the conditions of Fig, 220 are assumed, having only 5 feet 
between the lower power and the upper telephone wire, the 
value of potential obtained by a similar calculation is 
e, =2810volta. 

These values are reached for normal operation of circuits and 
may be considerably exceeded if abnormal conditions exist, as 
a grounded telephone return, or a ground return for one phase of 
the power circuit. The danger depends not only upon the voltage 
to ground, but also upon the electrostatic capacity of the tele- 
phone circuit against ground. The potential may be high even 
for a very short line, but the charge will depend upon the 
length of line and will be small for short lines. 

One means used to avoid the liability to injury is to install 
telephone transformers at each end of the line. In other words, 
the telephone instruments are connected to the line through 
transformer coils with neutral grounded; the local circuit thus 
will not participate in the high potential condition of the long 
lines. This gives absolute protection. 

Other methods employ ground wires so placed as to screen the 
telephone circuit as fully as possible from the power circuit. 
Probably the best single-ground-wire scheme is to put the two 
telephone wires upon a cross-arm ami run a ground wire midway 
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I><>tween them. The arrangeiiietit is indicatetl in Fig. 227, but, 
4Uie to field diyturtioii, cojiiplete protection io not attainable. 
With high voltagcH and long lines, danger still exists. Especially 
is this true when some abnormal condition arises, as a grounded 
phase, etc., making it tlangerous to use the telephone just when 
it would be required. 
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Tin. 227. — Prat«ted telephone cinniit. 

Problem B. 

To deliver 30,000 kilowatts over a 150-niiIe, three-phase line. 
Power factor, 0.90. 

47000 
Choice of Frequency. — Xatural frequency of line =-—— =313, 

Ko far as the natural frequency goes, we might use either 60 or 
25 cycles. However, if frequency should vary to 62, the fifth 
harmonic wouhl give the frequency required for resonance, A 
corresponding variation in generator frequency from 25 cycles 
per second would affect only the much higher harmonics where 
danger is considerably leasened. As before, however, the princi- 
pal feature to consider is line inductance and charging current. 
It is much to be preferred, then, that the lower frequency be 
chosen if resonance is not to be expected therefrom. As such 
trouble is unlikely, we will assume generator frequency, 
/=25 cycles per second. 
Choice of Voltage. — .\llowing as before, about 1000 volts per 
mile of line, the potential chosen will be about 150,000 volts. 
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This 18 above any value now used, but inasmuch as 140,000 
volts is under consideration, we may choose that figure and find 
what characteristics appear in the course of the solution. 

Curreni. 

At unity power factor, /„= 124 amperes. 
At power factor 0.90, 7=137.8 amperes. 
Li'ie Loss. 

Let the line lose = about 10 per cent. 

Total permissible loas = 3000 kilowatts. 

Line loss per leg = 1000 kilowatts. 

Approximate power at generator 33000 kilowatts. 
Size of conductor: 

t'r, =1000 kilowatts for each line. 

1000000 , , L ,,.„■, 
r, = -. = 52.7 ohms for 150 miles. 

' (137.8)' 

.\ close approximation to this will be secured by the use of 
No. 000, a 410-mil conductor, of copper. This gives 

r, =49.3 ohms for 150 miles. 
However, as the current is rather large, we may lower the reac- 
tive drop of the line by dividing it into two parallel circuits, as 
previously shown. This will decrease reactive drop but increase 
total charging current. It will, at the same time, add to the 
reliability of the system, especially if the two parallel circuits are 
placed some distance apart, say 80 to 100 feet. 

The conductors required for this arrangement will be two \o.l 
wires in parallel. The diameter is 289 mils. 

r/ =99 ohms per conductor of 150 miles. 
r^ =49.5 ohms per leg of 150 miles. 

The latter arrangement is evidently the better of the two and 
our continued calculations will be based upon it. It should be 
noted, however, that the copper wire, No. 1 may be replaced by an 
aluminium conductor, \o. 00, having about the same resistance, 
and using two in parallel as before. As may be pointed out, this 
will be especially advantageous for the present problem, in order 
to avoi<l heavy corona losses. WhWc one place is satisfactory for 
the installation of copper conductors, another place may give 
serious line losses, when the same design of line is used and this 
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I08B may, perhaps, be avoideil by uaing the aluminium with its 
correspondingly larger diameter. By reference to Chapter XIII, 
it will be Been under the diecuseion of corona that the radius of 
the copper wire choeen for the present problem is too email for 
the voltage used and the spacing assumed. In fact, it would 
probably be advantageous to use No, 000 aluminium cable or 
larger. For our present illustration, however, we shall continue 
the calculations upon the basis of the small copper wire. 

Spacing. — It will be advisable to separate the conductors by a 
distance of II feet and we will consider them as placed at the 
vertices of an equilateral triangle. 
Inductance and Inductive Reactance. 

d d 132 

J>„.-0.0805+0.7411og -, where ^910. 

r r 0.145 

=2. 17 millihenrya 
/,„„=315.7 miliihenry8=0.3I57 henrys. 
x'^ =2)r(25)C0.3157)=49.6 ohms per conductor. 
x^ =24.8 ohms per leg (of two conductors in parallel). 
Capacity and Capacity Reactance. 
0.03S7S 
C„i=- -T— =0.0131 microfarad 

log - 

C,io= 1 -965 microfarads 
2;r/6' = 3.09(10'*) 
x'^ =3240 ohms per conductor. 
x^ = 1620 ohms per leg. 
Voltages and Currents. 

(a) Figure 224 shows the conditions of each line-to~ncuiral 
where the values used will represent leg-to-neutral conditions. 
Hence, the quantities calculated are for one leg, consisting of 
two conductors in parallel. 

Gx^ = 9720 ohms. 

^x^ =2430 ohms. 

i = 137.8 amperes. 

K =e E =80900. 

." P.P. =0.90. 

/ =124+/00. 
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-49.5-,'24.8. 


EliBx, 


/, 


= -)8.32. 


i+i. 


7' 


-124+)51.7. 


E+'V'Z, 


E, 


= 84610-7258. 


kiii'. 


h 


= -0.105-)34 


i'+i'. 


>" 


-123.9+)16.9. 


B,+irz, 


E. 


.87470-)4. 


Kli6x. 


''. 


--k 


/'+/". 


■/, 


= 123.9+)7.9. 




z. 


= 086-143.8. 



Whence in numerical values 



= 80900 volts. 
= 137.8 amperes, 
= 588 ohms. 
'. at load =0.90. 
= 55 . 4 ohms. 
= 8 , 32 amperes. 
= 134.2 amperes. 
= 84610 volts. 
=34.8 amperes. 



i" = 125. 1 amperes. 

i% =9 amperes. 

c„ =87470 volts. 

io =124. 1 amperes. 

2„ =701 ohms. 

P.F. at generat6r=0.998. 

/", = 10800 kilowatts per leg. 

P„ =32400 kilowatts total. 

if+i'^+i"^ =52.1 amperes. 



(b) By the approximation by series we have 
E =80900. 
/ =124+j60. 
Z, =49.5-/24.8. 
Y = 1/71620= -?"0. 000617. 

Whence 



= 87880-/134.5. 



= 123.9+/8.7. 
= -0.1-/51.3. 
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This gives, for numerical values, 
e, =87890 volts. 
I'o =124,2 anipeies. 
i(, =51.3 amperes. 

RcyulatioH. 

(a) Calculated by assuming that when load is thrown off the 
receiver voltage rises to generator voltage, we have 

87040-80900 
Line regulation- ^^^^^ -0.070. 

= 7 , (i per cent. 

(h) However, if we use the same distribution of capacity in 
calculating no load voltages as we have in ol>taining load con- 
<litions, Fig. 224 is again the scheme, except that load is zero. 















,-4>J.5-]24.8. 
-7 

--jl.020e(lO-'). 
= 0.y9745e-/0.0050ye. 
= -;0.,0()041e. 
= -/(). 0()0513e. 

, =o.yyo9c->o.020c. 


n 
1, 
K 
i; 
I" 


=£+!/'Z, 


r 

;-, 
■/• 

i'. 






'. 


-(),y9()»e-87040 volts. 






= 87800 volts. 



87800-80900 „ „„,, 

Lme legulation = - „ =0,08m 

'^ 80900 

= 8-53 per cent. 

((■) With the assumed condition that the whole capacity is 

concentrated at the receiver end of the line, the regulation woultl 

become 

-80900 „ „„,, 

80900 

= 9.51 per cent. 
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(d) Kegulation by series appro ximiiti on 



= 88450 -J 130 
= 88450 



88450 -80900 

Line regulation = — —- — 

80900 
= 9.32 per cent. 
In this problem, the calculated values of regulation tliftor more 
widely than do those obtained in Problem .-1. 

It is thus Been that it becomes preferablo to use the fourth 
cjikuliition, (d), in order to secure the beat results. 
Telephone Circuit, 

The height of lowest power conduetors will be taken as 00 feet 
above ground. If the telephone linos arc strung 10 feet and 12 



n^ 


c 


s 


^ 



Fici. -nn.- I'mlilcin B, Ideptonc circuit, 

feet lower, the ctinditions shown in Fig. 228 may be summarized 
as follows: 

n,= 19.5 feet. 

a, = 2I.5feet. 

6,=c,= 10 feet. 

/;(^c,= 12fect. 

/ =137.8 amperes. 

Length of line e<|UalK 150 miles. 
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Whence 

M^= -0.03056 millihenrys. 

JI/b = Me =-0.0584 millihenrya. 

M =-0.0279 millihenrya =0.0000279 henrys. 

e,5(, = 90.6 volts. 

Lowering the telephone lines 10 feet from the above position, 
giving distances, 

a. = 29. 5 feet. 
a,=31.5 feet. 
6,=c, = 20 feet. 
ft, = c, = 22 feet, 
will reduce the value of M to 0.00937 miUilienryg. 
^150=30.4 volts. 
This is a very material reduction but we cannot permit 
such disturbances as would still result in the circuit and the 
telephone wires must have frequent transposition points. 

With the conditions of Fig. 228 the potential of telephone line 
5, above ground, is found as before in Problem A. 
jE^ = 87040 volte. 
Rad. of conductor=0. 145 inches. 
o = 8.34 inches. 
6 = 720 inches. 
c = 720 inches. 
s = 0OO inches. 
( = 570 inches. 
Whence 

(-0=10870 volts. 
ej = e^ = 2G120 volts. 
.■.e, = 9120 volts. 
If the telephone circuit is lowered 10 feet, however, the net 
result is to give: 

e, = 3000 volts. 
These vidurs of potential al>ovR ground potcntiiil arc very much 
higher than were calculated for the other problem. Moreover, 
the lino capacity will be much niorc because of increased length 
and, hence, the danger to operators is greater. It will be 
advisable, therefore, as before to install telephone transformers at 
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Tabl« XXXL — Summary 



of Liiw Calculadons. 
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each end of the line and at each intermediate station or to protect 
the line by ground wire. In the long line installation, the latter 
will probably be preferable, inasmuch as numerous inter- 
mediate stations will need to be installed for the sake of patrol- 
men, even if no side branches to the transmission line occur or- 
installations are served. 

With a well protected telephone line, there should be no danger 
from working on the line or from using instruments connected to 
the line at any point along the right of way. In order to do this, 
two leads may be run down the tower, one from each line, to a 
telephone jack. The lineman or patrolman is furnished with a 
portable telephone instrument with its leads terminating in a 
plug to fit the jack. Inserting the plug in the jack will, therefore, 
put the transmitter and receiver across the telephone line ready 
for use, and this may be done at any tower. The expense of 
installing telephone stations at frequent intervals is, thus, very 
considerably reduced. 

The results derived in these problems may be compared in 
Table XXXI. 

Conductor Sag and Length. — When a perfectly flexible cord or 
wire of uniform weight per unit length is suspended between two 
points of support, the curve assumed is called the catenajy. 
The solution of this curve is not simple. Moreover, conditions 
of uniformity of weight, flexibility, etc., are not attained. Hence 
in the solution of this problem the catenary is rarely used. 
Without serious error, the curve may be a^umed to be a para- 
bola. With this curve, we will assume for our line: 

( = horizontal'tension, in pounds,^ 
s = span, in feet. 
d = deflection, in feet. 

!(' = weight of conductor in pounds per foot. 
i = length of conductor in feet. 



Hd'- 
/=s+ „ 
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Assume a copper wire, No. 000 B, & S. gage. It has a cross- 
section of 0, 132 square inch. If 20000 pounds per square inch 
be allowed, the pull upon the conductor, with a factor of safety 
of 4, will be 660 pounds. For a span of 200 feet we have: 
(200)»( 



1 = 200^1+^^ 

=200.2 feet. 
(200)=(0^5^^ 
8(660) 
= 3 . 85 feet. 



0)'(0.508)'1 
660^"~ J 



Similarly, for tension of 660 pounds: 



100.03 200.2 300. 7 



When spans vary in length along the line, it is best to make the 
horizontal tension the same on each side of any tower. This can 
be done, within limits, and the tower is then loaded as.a column, 
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Flo. 220. — SpanauTTM. 

if, for the moment we may neglect side strain due to change of 
direction, wind, etc. The sag, d, is increased with increase of 
span according to the table just shown. If, then, one long span 
is plotted for some given value of horizontal tension as shown in 
Fig. 229 any span having the same tension, conductor, etc., will 
coincide with a portion of the given curve. If the two supports 
are at the same eltvaiion (not necessarily upon towers of same 
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height) the portion of the curve used will be its central section, 
as AB. If the line is descending a declivity, the points of sup- 
port are not level with each other and the span is displaced from 
the center of the plotted graph to such a point that the proper 
difference in tower elevations is secured, as CD. Here, the dif- 
ference in elevation equals CE or FD, while the span is CF. 

Successive spans may be represented, therefore, by the solid 
portions of the parabolic c\ir\-es shown in Fig. 230, where the 
total parabola is the same curve in each case.* Towers are 




Fid. 230.— Tmumiaion line spun with baluced horiiontal tauion at polo. 

represented by vertical lines at each point of support. The 
whole figure is greatly exaggerated for the sake of drawing 
attention to this particular relation of spans. The total tension 
of a conductor at a point is the resultant of the horizontal com- 
ponent, discussed above, and the vertical component consisting 
of the weight of the conductor, taken from the lowest point of 
deflection of the line to the point in question. That is, at A, 
the total tension, T, of the conductor is equal to the vector sum of 
the horizontal component and the vertical component equal to 
the weight of the conductor from to A. 

As this total tension must lie in the direction of the conductor, 
which is in equilibrium, the relations exist: 

J'=^/('^-I■^ 

where v equals vertical component as before discussed and, 

-' == tan 0, 
t 
where is the angle that a line tangent to the conductor would 

■ A chHnEP of <i-mpcr?(ur« from thp alAudurd iiinuineij and the coiu«queDt estpaSHion 
of B|)iui9 will introdure ctJAlorlign of rurvrs n-hpre the poista of support are not at pquaj 
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make with ihf. horizontal. But, ."w the curve is expressed in 
terms of d anti ,s- a.s variableH, the tun ia the first dififerential of 
d in respect to s. 

Bd_v_sio 
88 ~ ( "" 4( ' 

In the case of a span where the supports are at different levels, 
as CD, the value of the vertical component must still be measured 
from the low point to either C or D, as the case may be. The 
total tension at C will, therefore, differ from that at D. Likewise, 
the total tension in opposite directions at any one tower need not 
be equal, -although the horizontal components are equal. In 
this case one span will supply to the tower a greater portion of 
its vertical load than will the other span. 

To the weight of. the conductor there must occasionally be 
added the weight of attached ice and, while exceptional thick- 
ness of ice coat may be expected in some localities and under 
unusual circumstances, ordinary conditions seldom give more 
severe strains than will correspond to a coating of 1/2 to 3/4 
inch. There are cases reported where this is exceeded by factors 
of four or five, and it must be remembered that the weight of ice 
increases almost proportionally to the square of the increase of 
the radius. In many such cases, this liability to interruption is 
simply recognized as a risk to be added to those already taken 
by the company, it being considered that effective measures to 
eliminate the trouble become too expensive. 

The most severe conditions imposed upon the line would be a 
combination of minimum temperature, maximum ice coat and 
maximum wind. The wind pressure is quite problematical. 
It adds a horizontal component to the weight strain and, without 
ice, will rarely add more than 25 per cent, to the total pull for 
conductors of diameter 1/2 inch or more. 

It will be noted that the effect of wind is more severe the smaller 
the conductor, because the total wind pressure varies as the 
longitudinal section of the conductor or projected area which 
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varies aa the diamefor, while the strength varies as the cross- 
section or the squaiT of the ilianipter. 

Taking, as a fair extreme, the figure of 15 pounds per if<|uarc 
foot of projected area for the total value of the wind pressure and 
also assuming that thiR pressure occurs at right angles to the line 
and horizontally, the strain upon a copper eonductor, due to 
weight and atmospheric pressure, l)ecomes, in pounds per foot of 
conductor, 

P = \/9.12d' + l. 56;) d\ • 

Reducing this to percentage of weight, and thus expressing 
the transverse stress in such a way that the effect of wind pressure 
is recognize*! as an increase in percentage above 100 per cent, 
I 0.171 

where p is the percentage total stress, d ia the diameter measured 
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Fro. 231.— Win. 



in inches and p—\ equals the percentage increase in pressure due 
to the wind. 

Calculated from this equation the relative pressure sustained 
by wires of different diameters is shown by the curve in f'ig. 231. 
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From this (-urvc it will be seen that (lestnictivc effects of wind 
Ktorms will l)C more seriouK with small wires, telephone aii<l 
telegraph lines, while larKC power conihictorH run less risk of 
interruption of service. 

A second curve is sho\vn for aluminium, the equation of which 



I " 1.S7 



The conditions represented by this curve are the same as the one 
previously discussed, except that the conductor is aluminium 
instead of copper. The conclusion reached by a comparison of 
the two curves very decidedly precludes the use of aluminium for 
small conductors if they are to be exposed to wind. The same 
relative values for aluminium and copper would hold in the case 
of sleet. 

The side pressure thus introduced adds vectorialiy to the 
weight of conductor. It is wholly sustained, however, by the 
poles or towers, and adds directly to the wind pressure upon such 
towers. In calculating the stress upon towers it is well to place 
the unit pressure per square foot at about twice the figure used 
for the conductor because a great deal of the tower presents a 
flat mesh surface to the wind. Normal conditions may be taken 
then with 30 pounds per square foot of projected area as a basis 
for calculation. By projected area in this case is meant the pro- 
jection of the tower considered as a solid structure bounded by 
plane faces. 
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CHAPTER XI. 
DISTRIBUTION. 

When power has been transmitted to a certain locality after 
having been developed as electrical power either from the source 
of fuel or water power, there remains etill the problem of dis- 
tributing it to each consumption point. It is seldom that 
the whole block of power is used at one point. This condition 
might be met with where a company owns and operates its own 
power plant and its load is concentrated in a manufacturing plant. 
Even here, local distribution is necessary. With an extensive 
public service corporation, however, the problem is quite differ- 
ent and involves a much wider range of methods and of machinery. 

A railway system is fed, normally, from several different points 
called Bvbatations. These substations receive power electrically 
and after having regenerated it in the particular form used by 
the railway, passes it out to the feeder syatem, to be absorbed by 
the load units. A large or widely distributed lighting system 
may have the same general features, the details being worked 
out quite differently, probably. 

One of the first things to be determined in planning a distrib- 
uting system is the number of stlch substations needed. This 
depends, primarily, upon three things, the distribution of the 
load, the voltage of the receivers and the load factor of the 
individual load units. 

To a considerable extent, the matter of voltage depends upon 
the choice made between alternating current and direct current. 
Where the load ia carried upon alternating current, the dis- 
tribution voltage may be comparatively high, as is preferable. 
Transformers installed locally will reduce the voltage to the 
proper figure for the receiving circuit, be it a lighting cb-cuit, or 
a power circuit. As an example, the power may be generated at 
a hydraulic plant at 13200 volts, stepped up to 40000 volts, 
transmitted over some distance to a city which is to use it for 
lighting. It cannot be carried throughout the city at this high 
346 
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potential. Neverthclefw, it i.s uneeonomical to reduce it to a 
potential of 220 volts (thi-ee-wire syHteni) aii<l so distribute it. 
Suppose the city to cover an area iurluded within a radius of 
about 2 miles. In such a case, the power mains would probably 
be run from one substation at 2300 volts by aerial lines. Branches 
from these mains will then supply local tran-sformers placed upon 
poles or within doors, reducing the pressure to 220 volts as 
demanded by the load. These outside transformers would be 
small and numerous, frequently as low as 2 or 3 kilowatts and 
supplying a group of houses in the immediate vicinage. Sizes 
up to about 7 . 5 kilowatts would occur for lighting load in the 
heavier districts but where power is needed for elevators, motor 
loads, etc., the local installation may be of any size to take proper 
care of the demand. 

If, upon the other hand, the district supplied is much larger or 
is made up of two cities upon opposite sides of a river and is not 
laid out in a fairly compact unit, we may have conditions which 
preclude the use of 40000 volts connecting two distribution 
centers. The main transmission line may lead to a point near 
the edge of town or, perhaps, to one of the substations. The 
links lacking must be supplied at a lower potential than 40000 
volts, but it is uneconomical to run low-voltage mains (2300 volts) 
from such great distances. An aerial line should be run at the 
maximum potential for which permission may be secured. Or 
underground construction may be resorted to and cable systems 
installed. Here, voltages are used as high as 20000 volts. 
With substations of this nature, the installations are large and 
few in number. 

When direct current is supplied to the load, economical dis- 
tribution radii are much reduced. The load carried may be 
railway, lighting or power but in each case the voltage will be 
low, 220 to 750 volts, and line loss heavy. Generation, if power 
is transmitted any great distance, will be alternating current and 
numerous substations will permit of extended distribution of 
power in smaller blocks in close proximity to the point of utiliza- 
tion, before reduction of voltage. At the substations, then, 
voltage is reduced, alternating current is changed to direct current 
and the mains are supplied. It is impossible, however, to carry 
this increase in number of stations to anything like the extreme 
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point of one station or eource of direct-current supply for each 
one of the small transformers upon the alternating-current 
system of distribution, because each direct-current unit will 
require attention and protection. In short, alternating current 
permits of bigh-voltage distribution and a limited number of 
substations, while direct current necessitates lower volt^es and 
more numerous stations. 

As regards the distribution of the load itself, the power com- 
pany seldom has much control over these features, at least where 
they are serving the public. Customers may be solicited in 
certain localities more vigorously than in others, but, to a con- 
siderable extent, the demand for power is a growth which can 
be influenced only by careful and extended planning. Develop- 
ment is very frequently beyond the scope of the service corpora- 
tion, when it comes to originating calls for factory loads or to 
building up residential sections. Where, however, the plant 
supplied is a private one, it must be laid out with careful regard 
for the necessity of economical supply. This should never be 
lost sight of and such influence as may be exerted to benefit the 
general conditions should not be neglected. 

Individual load factors are of lesser import to the engineer in 
charge of the layout as they are apt to be more changeable than 
the demand. However, a poor load factor, one indicating light 
demand throughout the greater part of the day and a compara- 
tively heavy demand for a short time, cannot be allowed to 
influence too greatly the location of stations or of heavy feeders. 
A good method of determining both the number of substations 
needed and their location is to map, to scale, the location of all 
loads and the magnitude of the demand. This may be the 
average demand or the maximum demand, in which latter case, 
the load factor characteristics should be tabulated if attainable. 

Assuming certain average distances for substation service, or 
radii covered by each, a trial number of stations may be estab- 
lished and the load upon each calculated. Alterations in the 
arrangement may then be marie and new estimates prepared. 
A comparison of these various results should include ftonaidera- 
tion of estimated cost of installation and of operation, as well as 
the matter of proper voltage regulation. Important items are 
such as cost of 
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Real eet&te, 

BuOdings, 

Elquipment, 

Distributing mains, 

Feeders to maintain proper voltage regulation, 

Attendance, 

Operation, 

Maintenance. 

A very accurate determination of such data as the cost of equip- 
ment, maintenance, etc., will involve the consideration of proper 
installation of units as regards both type and size, and a disi^us- 
flion of these will be undertaken later. 

A railway load may have either of two distinctly different 
characteristics. It may be a local system, with a well distributed 
network of lines, or it may serve a long narrow strip, perhaps the 
main line of an interurban. All possible gradations from one to 
the other, naturally, may be expected. The same restrictions 
hold, however, as to the effect of choice between alternating 
current and direct current, but by far the greatest number of 
installations are with direct current. The necessity for so many 
substations upon a direct-current trunk line has given rise to the 
introduction of alternating-current railway service and to the 
use of 1200 volta direct current. 

Whatever the service, the power supply generally needs regen- 
eration at the aubatations before it is usable at the load. This 
gives rise to the use of a large variety of machines covering 
changes that may be required from alternating current to alter- 
nating current, from direct current to direct current, from alter- 
nating current to direct current and from direct current to 
alternating current, the use of regulators, etc. 

Regeneration. 

Transfonners. — Constant potential transformers are built 
with a definite ratio of number of turns primary to number of 
turns secondary corresponding to the change desired in voltage 
of the alternating-current circuits. P'und a mentally, it is one of 
the simplest machines possible, consisting, a.s it does, of primary 
and secondary windings insulatetl from each other and assembled 
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to link with the same iron core with no moving parts. Its 
successful operation is a matter of insulation and magnetism. 
The added refinements to its operation, however, as in efficiency, 
regulation, heating, etc., bring about restrictiona in the design 
which cause serious study. Voltages obtainable have kept 
pace with the demands made by service and any potential 
required may be secured, with the exception of extreme values 
desired for testing and experimental purposes. In these direc- 
tions, it is a simple matter to ask for more than the manufacturer 
will undertake to supply, but, where the machine is to be used 
upon commercial work, the problem of utilization injects an 
element of caution into reque.'jts. 

Commercial transmission voltages have reached the value of 
110,000 volts, and engineers are contemplating 140,000 volts to 
165,000 volts. In such cases the practice is to build three-phase 
transformers. The Great Western Power Company in Cali- 
fornia has thus installed six three-phase 10,000-kilowatt trans- 
formers for supplying its 100,000-voIt line. 




Flo. 232.— Touiiformtttion Emm three-phase tosii-phsae. 



Upon the other hand, distribution of power constitutes the 
process of breaking up into lesser parts the bulk of power and 
supplying numerous small consumers scattered over a wide area. 
Transformers for this use may be large or small, single-phase or 
polyphase, etc., as occasion demands. 

There are occasions when it becomes necessary to change from 
one polyphase system to another. The change from three-phase 
to six-phase (or vice versa) is the most frequent of these anti is 
an exceedingly simple process. It is accomplished by connecting 
the transformer primary throe-phase Y or A and by connecting 
the three (*ecomlfiry coils at their centers, giving a six-point star 



..yLlOOJ^lC 



DISTRIBUTION. 351 

arrangement; or by using six secondary coils, two in each trans- 
former, the double-delta arrangement will give six terminals 
equidistant electrically. Similarly, six coils may be connected up 
in a closed figure — a hexagon — presenting like characteristics. 
These three arrangements of secondaries are shown in Fig. 232. 
The necessity for this usage occurs in supplying six-ring con- 
verters from three-phase circuits. In fact, this is practically the 
only place where the demand is made, but it is met so frequently 
that it is a very important arrangement. 

Another revision of phase conditions occurs in the change 
from three-phase to two-phase. WhOe not as common as the 



Fia. 233. — Scott tniutormer oc 



three-phase to six-phase transformation, it still is used enough 
to become important. It involves the use of two single-phase 
transformers, connected T. The three-phase circuit supplies 
power at the three T terminals and the two-phase circuits are 
taken off, independent or interconnected, from the individual 
secondaries. With the diagrammatic arrangement shown in 
Fig. 233, if transformer BC is wound for a ratio of 10 to 1, 
transformer AD must be wound for 8 . G6 to 1. The secondaries 
GH and EF are each of the same voltage, giving balanced 
voltage conditions. As before remarked, the two-phase circuits 
fed by the secondaries may be independent of each other, 
they may be connected in L for three-wire distribution or 
they may be connected at their neutrals giving a four- 
point star. The neutral to the three-phase side may be brought 
out if a two-thirds tap is supplied to the winding AD. This 
transformation is used where a two-phase load, as motor, etc., 
is to be carried upon a three-phase system. It is known as the 
"Srott connection." 
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Frequently, the two transformers are built as dupllratea of 
each other, in which ca.se the excess primary winding of machine 
AD would extend, diagrammatically, Ijelow the point D. This 
makes j> an 80.0 per cent, tap in the primar>'coii and the neutral 
tap comes from the 57.8 per cent, point. Aa a midpoint tap is 
required for the machine BC, there are necessary in each one 
three taps, namely, at the pttints 50, 57.8, and 86.0 per cent. 

Transformer ratios may be made of any values. The simplicity 
of the step in manufacture of changing the ratio of the numbers 
of turns has lead to the confusion of establishing a great multi- 
plicity of ratios. Wherever possible, the ratios should be stand- 
ardized and made even integers up to and including 5 : 1, then 
10 : 1 or multiples thereof. It is possible in such cases to inter- 
change transformers more readily in case of accident or to make 
other use of a transformer which has been replaced, etc. These 
ratios are sometimes as high as 50 : I, although 10 : 1 and 20 : I 
are to be preferred from the standpoint of economy of construc- 
tion of a high-voltage transformer. That is, if a machine is to 
supply 1 10,000 voJts, it can be built more cheaply if its low- 
voltage coils are to receive 1 1,000 volts than it mav if the pressure 
is to be 2200 volts. 

Such ratios will fit in very well with the generator-transmisi^ion 
line end of the plan because generators may be had at voltages 
up to 15,000, without excessive cost. But at the distribution 
point of a very high voltage line the higher ratios must be used 
because the individual consumer will not have apparatus of 
suitable size to pay to build it for high voltages. In case double 
transformation occurs, as already mentioned, lower values of 
ratio are available. 

\Vhen ratios become as low as 2 : 1 or less (fractional ratios 
being quite common), if there is no necessity for insulation of 
primary circuit from secondary circuit, there is frequently a 
saving accomplished by the use of the auto-trajixf oritur. The 
conditions are shown in the two sketches in Fig. 2^4 where (o) 
shows the primary an<l secon<lary coils as independent. The 
ratio assumed is 1 . 5 : 1 and the currents as 20 amjjeres primary 
and 30 amperes secondary. As primary and secondary currents 
are oppo.sed to each other (nearly ISO" apart) a combination of 
the two circuits as in (it) will cancel part of the current in <:prtaiD 
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portions of the circuit. The new conditions show currents in 
tranaformer leads are as before but the winding has 20 amperea 
in the end turns of the primary not included in secondary and 
10 amperes in the combined primary-secondary section. Assum- 
ing that the copper used is adjusted to the current density, the 
saving in the coils only would figure, in this case, as 06.66 per 
cent. If it is not considered economical to use two sizes of.copper 
conductor because of labor expense, etc., the saving will be only 
50 per cent. Theoretically, there will always be a saving in 
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Fiu. 2-14. — Develapmentitf auto-tnuulomur. 

copper cost whatever the transformer ratio, if the windings are 
combined and each portion is adjusted to the proper current 
density. But this saving decreases as the ratio becomes large 
and other points in design soon overbalance it, so that, generally 
speaking, auto-transformers are not used for ratios above 2 or 
3 to 1. Separate windings are placed upon cores quite frequently 
where even a 1 : 1 ratio is desired, in order to insulate the 
secondary circuit from the primary circuit. Probably the most 
frequent use ma<]e of the auto-transformer is in starting <levice8 
for alternating-current motors where full voltage cannot be 
thrown on at standstill. 

The regulation of a transformer is defined as the ratio of the 
i-ise in secondary terminal voltage from rated non-in<luctive 
load to no load (at constant primary impressed terminal voltage) 
to the secondary terminal voltage at rated load (Stdz. Rules 
A. 1. E. K.). With a decrease in load from normal to zero, there 
is a decrease in secondary current, a decrease in flux leakage 
between primary and secondary and a coitok ponding rise in 
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Bccoatlary termioai voltage. This is, then, a source of insta- 
bility in the ratio of terminal voltages as load changes, and, hence, 
is of prime importance in the consideration of voltage regulation 
of a local system requiring constant potential for most satisfac- 
tory operation. The regulation allowed depends altogether upon 




■Tnuisformer rtaubtion. 



the nature of the ]i)ad fo he supplied. It Is common to specify 
values of alioiit 1.4 per cent, for non-inductive loads. This 
change in secondary terminal voltage is, of course, due to the 
impedance <h'op of the windings. It ia made up of resistance 
drop, inductive reactive drop and capacity reactive drop. The 
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inductance, however, overbalances the capacity, bo the resultant 
impedance is resistance plus inductive reactance. It follows 
directly from this, that, not only wll the value of power factor 
affect the regulation, but bo also will it be differently affected by 
equal power factors occurring under leading load or lagging load 
conditions. This may be best seen' by reference to Fig. 235, 
{«), (b), (c). The condition of non-inductive load is represented 
(with exaggerated values) in (a), inductive load in {b) and 
capacity load in (c). All three figures are lettered similarly and 
are covered by the following discussion: 

/ = current, value and phase. 

K, = voltage to overcome resistance drop of transformer. 

K^ = voltage to overcome reactance drop of transformer. 

A', = voltage to overcome impedance drop of transformer. 

K = rated secondary terminal voltage. 

A', = voltage generated in secondary coils. 

A" = K (numerically). 

E'Et= rise in voltage when load is thrown off. 

If the line OH is laid off as 100 per cent., the length of E'E^ 
becomes the percentage of regulation. It is quite evident, from 
a comparison of the three diagrams, that an inductive load, 
because of its lagging current, injures regulation while capacity 
load, because of its leading current, benefits regulation. In the 
extreme and exaggerated cases shown the regulation with capac- 
ity load has become negative, i, e., a decrease in voltage occurs 
when load is thrown off and increase occurs with increase of load. 
This is ({uite analogous to regulation of a transmission line as 
discussrd in Chapter X. 

Transformer efficiencies are easily kept at high values. There 
are none of the sources of loss present analogous to friction, 
windage, etc., of the moving macTiine. The losses consist of 
iron losses and copj>er losses. In general these two parts are 
about alike in amount, although certain ends may be reached by 
proportioning them differently. 

The copper losses vary as the load changes, the variation being 
proportional to the square of the current. Iron losses vary only 
slightly when load changes. If, then, a transformer is to be 
connected to circuit continuously, the core loss occurs continu- 
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ously regardless of load conditions. It is, therefore, a greater 
percentage of load with light load than it is with heavy load and, 
consequently, a heavy core loss tends to depress the efficiency 
curve abnormally for light loads. The condition is illustrated 
in P^ig. 23G. The machine would be unsuited to installation upon 
B circuit with poor load factor or where it would have to remain 
permanently connected to primary mains during no load. Its 
all-day efficiency would be poor. 

If the iron loss is light and full-load copper loss heavy, the 
curve will be tipped in the opposite direction from normal. 




With decrease in load the main source of loss becomes lesa and 
less prominent, resulting in a rise in efficiency toward no load, 
and in a rapi<l falling off above normal rating. This curve is 
also shown in the figure and contrasted with those for heavy iron 
losses and for equal losses. 

Typical efficiencies as obtained maybe seen from Table XXXII. 

Depending upon the characteristics due to variation in loss, 
division, efficiencies arc affected by the voltage of the trans- 
formers. For example, the efficiency of a low-voltage trans- 
former will bo low owing to heavy currents. If iron losses are 
kept down in order to have fair efficiency at low load, the curve 
b still further depressed. High-voltage machines tend to increase 
iron losses and tlecrease copper losses. These tendencies, of 
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rnurHO, can 1)0 overconio by the iwt- of nioro copprr ami more iron 
i^CMpcctivply, and thm is where t-ost price is affeiteil by efficiency 
ru(|uiix>niGiit». 

Table XXXU.— Trpical Tnuufonmer Bfl3cienci«s. 
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The losses of power in transformer operation evidence them- 
selves in the form of production of heat and rise in temperature 
of coils and core. This causes certain difficulties. The rise in 
temperature of the copper increases the resistance of the windings 
and the loss still farther increases. The occurrence of high 
temperatures will lower the effective value of the insulating 
materials used in coil construction. Excessive temperatures 
will permanently injure the insulation if continued for any length 
of time. This heat may originate in either coil or core and be 
conveyed to the insulation in process of its radiation. 

In the core, especially in the older irons used, high tempera- 
tures were apt to increase permanently the core loss by injuring 
the quality of the iron. In later irons, this may not be so serious 
and much higher temperatures could be permitted in the iron if 
it were possible to prevent this heat from reaching the coils and 
their insulation. It would seem that this might be accomplished 
fairly easily with some methods of cooling. The fact remains, 
however, that coil and core are so intimately connected that with 
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certain types of machines it will prove to be impossible to take 
any great advantage of this permitted temperature rise. 

In cooling transformers, different processes are devised usins 
convection, conduction and combinations of these with assistance 
in the removal of the medium used to al>sorb the heat. 

The simplest of these, unassisted radiation, is seldom used 
except for very small units. In general, it is possible to make 
some provision to help in the process of cooling but occasional 
instances arise when it seems impracticable. An instance occurs 
to the author where a 25-kilowatt single-phase unit was asked for 
to be placed inside an underground C-inch tube and shut off from 
all possibilities of air currents, etc. In a case of this sort, high 
efficiency is of prime importance because it indicates limited 
energy radiation in the form of heat. 

Departure from this construction may be in either of two 
directions. The machine may be designed in such a way that 
air when once heated may cause a natural draft through ducts 
provided therefor, or the unit may be immersed in a 8ul>stance 
with higher specific heat than air and provided with greater 
radiation surface. 

Natural draft has a very limited range and is not seen in 
machines except of the amalleat sizes. The other scheme, how- 
ever, is a very auc^esaful one. By immersing the transformer 
in oil and so proportioning the containing tank that the surface 
is increased to such a value that the loss radiated in watts per 
square inch of surface is suitable to the conditions, a practicable 
design may be made for transformers of several hundred kilo- 
watts. Transformers installed for outdoor service, especially 
lighting service, are of this type. An instance of such usage is 
illustrated in Fig. 237 representing the outdoor installation of a 
three-phase 6C00-volt transformer used upon a power circuit of 
the Grand Rapids and Muskegon Power Company's lines. 

The air-cooled machine is developed into a commercial possi- 
bility by forcing air Uirough its cooling ducts. This is known as 
the air blasi tTamformer. It is built in the shell type, i. e., with 
the iron surrounding the greater part of the coils. The core is 
provided with ducts spaced about 2 . 5 inches apart. Air cham- 
bers are provided in the station, over which the transformere arc 
set, blowei-s being used to maintain pressure in the chambers. 
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The pressure varies from 1/2 to 3/4 pound per square inch, 
depentliiig upon the length of air passage to be followed. The 
percentage of total power required to furnish this air when 
blower sets are used may be as low as . 25 per cent, for banks of 
alxjut 1000 kilowatts to 0. 10 per cent, for banks of 10,000 kilo- 
watts. Air pressure should be uniform at all machines in order 
to insure good working conditions. 
It iH usual, with banks of large or 
medium capacity, to install dupli- 
cate blowers in order to take care 
of the cooling in case of disability 
of one blower. They are set, in 
such cases, one fan at each end of 
the air chamber, but as close to the 
transformers as possible. Air 
chambers should be free from pro- 
jections or sharp turns and should 
have smooth uniform surface. 
They should be tight, clean, and 
so situated that they may secure 
a plentiful supply of clean, dry, 
fresh air. This must be without 
long restricted feed passage, for 
such a source of supply means 
increased power demand upon the 
blower or reduced pressure in the 
pit beneath the transformers. As 
a rough approximation, the amount 
of air required may be estimated 
as 150 cubic feet per minute for 
each kilowatt loss of transformer 
used may be checked as regards its sufficiency, by reading 
temperatures of the ingoing and outgoing atmosphere. A rise 
of about 20° C. is generally considered satisfactory, although 
this may be exceeded with cold air supply but should not be 
permitted with warm air supply. 

In size and voltage, the air blast transformer docs not reach 
either extreme. It is a rather expensive machine to build, and 
hence is not used in small sizes nor is it common for very low 
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voltages. Large sizes make it necessary to provide long air 
passages which again introduce undesirable conditions for 
cooling. High voltages similarly bring into consideration larger 
bodies of insulating material, less efficient cooling, and limits are 
sot by liability of corona. There are several advantages which 
make the air blast transformer valuable and account for its very 
general use. It is much simpler to operate than water-cooled 
machines; it is easily inspected; its ventilation and cooling 
system may be relied upon to do extra duty when overload is 
demanded of the transformer; it is cleanly and does not detract 
from the appearance of a station. 

When very large sizes or high voltages are demanded, a further 
development of the oil-cooled machine ia used, — namely, the 
water-cooled type. No attempt is made to use the cooling effect 
of increased tank surface, hence, the tank is not fluted or corru- 
gated. Within the tank are placed tubular coils to carry cooling 
water. These coils are of wrought iron, copper or bra^s, depend- 
ing upon the chemical properties of the cooling water, the first 
mentioned being much cheaper than the others and entirely satis- 
factory upon almost all occasions. Only when there are chemi- 
cals in solution which will attack the iron does it Iwcome necessary 
to replace it by the more e-xpenwive construction. The pressure 
generally maintained is much below the value for which copper 
tubing will be guaranteed while the iron piping is some five or 
six times stronger than the copper. 

The coohng coils arc placed in the upper part of the tank 
where the rising warm oil strikes them. After threading its way 
through the passages among the turns and giving up its heat, the 
oil descends along the si<les of the tank. It then moves inward 
toward the center, enters the ducts and openings in the trans- 
former core and between the coils and rise.'j, absorbing heat 
again, to be cooled as before, Successful design necessitates a 
careful study of oil flow and the position of ducta and other 
openings relative to each other. 

The oil used in any type of transformer for insulation and as a 
cooling medium should have certain properties, including good 
in.sulating quality, high flashing point, not too great viscosity, 
purity, etc. 

A heavy minei-al oil is found to be satisfactory. Kerosene is 
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siiitnhlc! in mftny rcapocis, but itj* high inflammability is n very 
scriiius defert. from iho standpoint here iwsumeil. If an oil in 
too thick, it will not circulate well through the ducts. ImpuritieB 
are subject to deterioration and may reduce the dielectric strength 
Ijcoause of their own presence or because of the presence 
of the products formed. Tho most troublesome impurity 
and the most dangerous one is water. The oil will not absorb 
water, as does alcohol, but owing to alternate heating and cooling 
condensation and precipitation of water may occur. When once 
mixed with oil, the water will sink toward the bottom of the 
tank. It becomes more or less finely divided and in its highly 
divided state is suspended in the body of the oil. The decrease in 
dielectric strength with the iftcrease in oil content is exceedingly 
rapid at first (i. e., fromOper cent, up to 0.02 per cent, moisture). 
In fact, the presence of as little as . 2 per cent, water in the oil 
decreases its value as a dielectric over 50 per cent. This indi- 
cates that great care must be taken to keep the oil dry in shipment 
and in assembling or operating the machines. 

To test for the presence of moisture in oil, a sample drawn 
from the lower part of the tank after the oil has remained 
undisturbed for some 24 hours, may be put into a small, dry open 
vessel. If a red hot wire be thrust into the oil, the presence of 
moisture will be evidenced by a succession of sharp hissing 
explosions. The test may be made by the use of copper sulphate. 
The ordinary hydrous crystal should be heated and dried until 
it loses its water of crystallization and incidentally its color. 
The anhydrous sulphate is then dropped into a vessel containing 
the oil sample and the whole thoroughly shaken. If moisture 
is present, the color of the sulphate will change again to its normal 
hue, dark blue. The only very delicate test, however, is the 
disruptive strength in a needle gap. 

In order to remove the moisture, a considerable portion will 
remain in the containing vessel by allowing it to stand for a day 
or more without disturbing and then drawing off the oil from the - 
top. The oil thus removed may be completely dried by dehy- 
drating chemicals. Another process, which is found to give 
excellent results, is to force the oil under heavy pressure through 
blotting paper which retains the moisture but allows the oil to 
pass. 
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Heat may be applied to evaporate the water, but thia ii; done, 
preferably, in t-onnection with a vacuum method. Other 
niethodit used are (1) heating the oil, by transformer coils and 
external heat, and (2) passing warm dry air through the oil. 
Neither of these processes is absolute, although they are quite 
effective. The oil should stand test potentials of 25,000 to 
40,000 volts between needle points placed . 2 inch apart. 

Before the transformer is put into service, the coils and dielec- 
trics should be dried as well as the oil, if there has been the least 
opportunity for moisture to accumulate. The coils may be 
dried at the same time as the oil in some of the above methods, 
A short-circuited run at normal current will gradually drive out 
moisture from coils. But with heavy insulation and partitions 
this is not completely effective. Hence the high-voltage machines 
must be dried by blowing dry hot air through them for several 
days. After installation, samples of oil should be taken fre- 
quently and tests made in order to certify to the presence of good 
operating conditions and no gradual collection of moisture again. 
This testing becomes less frequent after a few months. 

High potential should never be placed upon coils before they 
have been dried after a disassembled shipment. 

A recent type of transformer, used in large sizes, cools the oil 
by pumping it out of the transformer tank into coils running 
through cooling water. The type is still "oil-cooled" but no 
water enters the tank to absorb the heat. 

The choice among these different types — oil-cooled, air-bl&at 
and water-cooled — leads to a consideration of numerous points. 

The oil-cooled transformer is practicable and can be con- 
structed economically up to about 1500 kilowatts, the air-blast 
type covers the range from 100 to about 5000 kilowatts, while 
the water-cooled may be seen in all sizes from 100 kilowatts to 
the largest built — some 14,000 kilowatts. 

The oil-cooled and water-cooled are upon a par in thia respect 
because the insulation is the same in each case. The highest 
voltages are obtained thus. The air-cooled is not seen for 
potentials above about 33,000 volts. 

For a given small output, the oil-cooled occupy the least room; 
An the total amount of power increa-ses, however, this advantage 
would be lessened because this type would have to be installed 
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in {'omparativety small and numerous units. Water-cooled ^ 
havp tUv advantage hero if cooling water i.s obtainable by meanH 
of piping only, «■■< M a hydraulic plant. When water must' be 
pumped, the i-oom taken is considerably increased, and this again 
must be increased if the water has to be used again after cooling 
by towers, storage tanks or other devices. This may occur in 
connection with steam plants running condensing, making use of 
the comlensing plant for the double purpose. 

The air-blast type will always re<iuire room for a commodious 
air pit and for the blowers. This may be more or less than that 
needed by the water-cooled, depending upon the number of 
accessories required by the latter. 

In the simple form, the water-cooled transformer may be 
built at a slightly lower figure than the oil-cooled for the same 
rating, except in small machines where the latter has decided 
advantage. The air-blast machine will l)e somewhat more 
expensive than either of the othera, 

AH transformers must be kept dry and clean. Oil must be 
tested occasionally for moisture content. Beyond this and due 
care of terminals, the oil-eooled machine requires little attention. 

The water-cooling system demands attention to valves, water 
supply, water temperatures, etc. This is liable to be more than 
the requirements of the blower system where electric motors are 
easily cared for. 

The choice between single-phase and polyphase machines is 
generally determined in the case of polyphase circuits by the 
number of units to be installed. A polyphase machine is cheaper 
than a similarly rated set of single-phase machines. When a 
large number of transformers is needed, the reserve units are of 
the same type, necessarily, as the operating units, and the use of 
polyphase machines with polyphase reserves is warranted. For 
the loaded machines three-phase units are cheaper than single- 
phase units would be and so also for the spare machines. How- 
ever, with one or two polyphase circuits required, polyphase 
transformers would be cheap, but polyphase spares would Iw 
expensive. If single-phase units are installed any spare trans- 
former may be utilized to replace any phase of the injured bank, 
and as the injury occurs frequently in only one phase, this sid)- 
stitution still leaves the other uninjured members in useful 
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crindition. With no wpai-es, ihc injured machine must l»o 
(Ictai'hod fmm the ciicuitw fur rcpaii-s, leaviiiK an ttp^n delta — 
with delta-connected siugle-phajse niauhines — tu carry 58 per 
rent, of normal load Until the difficulty is righted. A polyphase 
machine would necessarily leave the load uniared for during the 
iTpairs, 

Again/ numerous single transformers will mean rather com- 
plicated connections, with many leads and many terminaJs. 
Thia is a necessary feature accompanying flexibility. 

When transformers are to l>e operated in parallel, their imped- 
ances must be inversely proportional to the loads they are to 
take. If, then, they are of eijual ratings, their impedances should 
be alike. It is upon this account that the constants for old 
transformers are needed by manufacturers who are filling an 
order for new machines to he operated in multiple therewith. 

Transformer reactances vary considerably, and upon non- 
intluctive load it does not matter very much because regulation 
is not very seriously affected. With inductive load it becomes a 
matter of considerahle consequence, where regulation is to be 
close. Upon transmission lines where load is fairly constant, 
the change in voltage supply with varying load is not of great 
importance and heavier reactance may be allowed. Moreover, 
if a transformer is built with a reactance as great as 8 or 9 per 
cent., there is much less danger of serious mishaps to the machine 
and its supply circuits, in case of short-circuita, etc., than there 
would be with a reactance of only 2 per cent. 

In arranging transformer connections, there are two things 
which should be taken into consideration. One of these is the 
reliability of service. This has already been mentioned in the 
discussion of phase connections. When a A connected trans- 
former temporardy loses one phase, it can still run open delta and 
carry 58 per cent, of' normal load. If that phase is a single- 
phase transfoiiner it is to be disconnected from circuit and 
removed. If it is one of the phases of a three-phase machine it 
must be disconnected and short-circuited, primary and secondary. 
A Y-connected circuit does not have this feature. Another point 
to consider in connection with abnormal conditions is the possi- 
bility of failure of certain phases, leaving a highly reactive 
transformer circuit in aeries with the heavy capacity of a trana- 
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miasion line. When such conditions arise, resonance may occur, 
with still further disaster. It must be remembered that a trans- 
former coil with its corresponding coil open on the other side of 
the machine {i. e., primary and secondary coils) becomes a 
reactive coil of high inductance. An illustration of this condition 
is shown in Fig. 238. The transformer, ABC, may represent 
either end of the system, generator or receiver. A'B'C is con- 
nected to the transmission line. If one of the local lines is open, 
as at X, this phase -1 is unexcited. A' then becomes a reactive 




Fla. 238.— Reao! 



coil in effect. But it is in series with theother elements. Of 1,2, 
B' or 1, 3, C, both B' and C are excited. 1, 2, and 3 each has 
considerable capacity. This, then, may give resonance condi- 
tions, depending upon the relative amounts of these quantities. 
The severity of the consequences will likewise depend greatly 
upon the amount of reai.stance in these circuits. 

Constant-current transformers are used principally for series 
lighting circuits. There are developing numerous electrochemi- 
cal processes, however, where constant current regulation may be 
preferable. For instance, in electric furnaces one kind of service 
may demand constant power regulation, another may need 
constant current. 

Tranaformera for these purposes may be secured of rather 
limited sizes and voltages. Owing to the fact that the coils 
must be adjustable as regards distance in respect to each other, 
construction generally gives one coil (the high tnitential) a fixed 
position, with the other coil mnvablc along the central core. 
Necessarily, the ratings both iu kilowatt capacity and in voltage 
must be kept comparatively low. Where arc lighting furnishes 
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the load, the transformer is generally rated in the number of 
lights it will carry, aa 25, 50, 75 or 100 lights. The current at 
which it is to regulate is also specified, as 6.6, 7.5 amperes, etc. 



A machine of this type is shown in Fig. 230. It is intended to 
carry a load of 75 lights with a current of 6.8 amperes, requiring 
from 6000 volts to 6600 volts. 
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Owing to the peculiarity of the distribution of iron in such 
tranaformers, the power factor at full load (coils together) is quite 
low, say 0.75 to 0.80. For light load the transformer regulates 
by separating the coils and increasing the leakage flux. This 
means a still further decrease in power factor, a typical curve 
being shown in Fig. 240. There are also shown typical efficiency 
curves. All of these curves are for arc circuit loads and this 
materially depresses the power below what it would be for the 
transformer alone. 
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Frequency changers are commonly built in the form of motor- 
generator sets. In this type, the number of poles upon the 
motor bears the same ratio to the number of poles upon the 
generator as do'es received frequency to transmitted frequency. 
The most common change desired is that from 25 cycles per 
second to 60 cyclcH per second. The numbers of poles, motor and 
generator, will vary for different sizes of machines, but the ratio 
must always hold, motor to generator, of 25 to 00, that is 5 to 12. 
This means of course, the use of relative values such as 10 to 24, 
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20 to 48, 30 to 72, etc., if it is required that the ratio shall be 
exact. When other syetems or circuits do not add complications 
to the system considered, however, there is no particular reason 
for requiring this refinement, as a 60-cycle circuit is practically 
not different from a circuit of 58 1/3 cyclea or 62.5 cycles, and 
these frequencies may be secured from a 25-cycle supply by slight 
variations from the 5 to 12 ratio. 

A 8et of 10 to 24 poles is the least where the exact ratio can be 
reached. The kilowatt output may not warrant the expense of 
building a set with these huml>ers of poles. In such a case, a 
a to 14 pole set may lie used, giving a frequency of 58 1/3 cycles 
per second. 

A second approximation for slightly larger sets or for different 
conditions may be secured by the use of 8 to 20 poles, giving 
62,5 cycles. This value may often be given preference over the 
6 to 14 set when induction motors are to be carried as load, 
because it leaves the induction motor speed at about 60 cycles 
rather than at a value less than 58 1/3 by the slip. 

Again, the jump from 10 to 24 poles to 20 to 48 poles leaves 
the same consideration of expense to be settled. In this range 
we find: 

12-28 poles giving 58.3 cycles, 
14-32 poles giving 57, 1 cycles, 
l(j-40 poles giving 62.5 cycle.-i, 
18-42 poles giving 58.3 cycles. 

The exact ratio of 40 to 60 cycles is quite easily handled, and 
where single frequency changing sets of this type are used, the 
process of putting the machines into service is accomplished by 
the ordinary method of starting synchronous motors, to bo 
described later. When parallel operation of sets is necessary, 
nmaning, by this, the phasing in of motors and the phasing in of 
generators also, an added complication occurs. The two 
machines of a set are mechanically bound together by the shaft. 
Phasing in the motors of different sets may be accomplished hy 
bringing into proper relationship any pole of one with any 
corresponding pole of the other. In Tig. 241 there are shown, 
diagrammalically, two frequency changer sets with ratio of poloK, 
6 to 14. The inner circle in each represents the 6-pole motor. 
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the outer circle, the 14-poIe generator. Suppose all fields 
to be excited, this being done in such a manner as to make all 
odd-numbered poles of one {say north) and even-numbered 
poles of the opposite polarity (south). The motors may then 
be phased in with, pole I of A corresponding to 1-B, 3-B, or 
5-B (inner circles). The corresponding conditions of generator 
poles may then be determined by imagining B superimposed 
upon A, successively in each of the above mentioned posi- 
tions. It will readily be seen that a coincidence of l-B with 1-A 
motors will give similar coincidence of l-B and 1-A for gen- 




Phaw relaiioQ in frequency ehoiiger h 



erators. If, then, the two motors are thrown together elec- 
trically with this relationship, the two generators are ready 
to connect in parallel also. Suppose, however, that 3-B is the 
A'-pole which is made to correspond to 1-A in the motors. 
Turning B around till the two poles thus correspond, the genera- 
tor poles will not coincide, A and B, and the circuits of the two 
generators may not be connected. A similar condition exists if 
S-B and 1-A are made to correspond to each other, and the genera- 
ators cannot be paralleled. The practical way out of this diffi- 
culty is to cause one motor to slip a pole one or more times until 
symmetry and correspondence occurs upon both sides. Slipping 
a pole is accomptiahe<l by reversing the field current in the motor, 
in which case the motor loses speed for an instant and regains 
Bynohronism after having lost a pole space by mechanical dis- 
placement. This may lie repeated and the motor will lose the 
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same mechanical angle each time, finally giving proper conditiona. 
The process may sometimes be abridged by reversing the field 
of the generator also. This is the case when mechanicaf corre- 
spondence of generator poles oceura with electrical opposition, 
meaning a real 180-degree displacement of fields, A reversal of 
the generator field will then preclude the necessity of several 
more reversals in the motor. 

For example, suppose the machines in the foregoing discussion 
fall into synchronism with motor poles 3-B and l-A correspond- 
ing. The generators are out of phase. A reversal of the field 
of motor B brings a 4-B and l-A correspondence. Now, gen- 
erator pole 8-B (iS-polarity) corresponds to generator pole 
l-A (.V-polarity) and a single reverse of generator field will 
permit paralleling. Without this reversal, three more reversals 
of motor field, with consequent slipping of poles, would be neces- 
sary in order to accomplish the same result. An excellent expo- 
sition of this subject is made in an article by Mr. J. B, Taylor in 
the A. I. E. E. Trans, of 1906. Division of load among several 
such sets or even between two is a matter for very precise adjust- 
ments. If two generators, running in parallel, are in phase with 
each other, their internal constants and their field excitations 
will xietermine their load division. When the two alternators 
are not in phase with each other a cross current will flow between 
the machines disturbing this balance of load. Hence an inaccu- 
rate coupling of motor to generator in one of two sets which arp 
to operate in parallel will leave the two sets without proper load 
division, because the two motors are fairly near the same phase 
position or epoch. If, then, the two generators are displaced 
from the motor epoch by unlike amounts, they are out of phase 
with each other and the cross currents result. So delicate an 
adjustment is it that where the sets are to be run in parallel, the 
generators are mounted on "cradle" bases which permit a shift- 
ing of the stationary armature throughout a large enough angle 
to assure similarity of epochs. The Institute paper above 
mentioned gives curves showing the division of load for seven 
sets operating in parallel, having various ratings, 250 and 500 
and 10()0 kilowatts. 

The induction motor pre-sonts the pi).ssihility of ufie as a fre- 
quency changer also. If secondary is supplied with definite 
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windings, three-phase, two-phaee, etc., the frequency of genera- 
tion therein corresponda to the slip of the machine, i. e., to what 
the secondary lacks of maintaining full 83TichronoU3 apeetl. 
By driving secondary at a predetermined speed, any secondary 
frequency may be obtained over a range from zero to doul)le 
supplied frequency without going above normal speed for the 
rotor. This gives the induction type of frequency changer. 

Commutation and Rectification. — It is very frecguently neces- 
sary to change from alternating current to direct current, and 
various methods are used depending upon the nature of the 
service required. Kynchronoua rectifiers or commutators, mer- 
cury arc rectifiers, electrolytic rectifiers, rotary or ssTichronous 
convertors and motor generators, all come under this heading. 

The first of these, the synchronous commutator, is of no par- 
ticular use except in its very successful development in the 
ordinary direct-current armature. Here, of course, it has uni- 
versal use and is indispensable. But in its special form, a 
commutator synchronously driven by a small alternating-current 
motor and supplied with alternating current to be taken off its 
direct-current brushes, the operation does not lend itself well to 
general practice. 

The electrolytic rectifier depends upon the "valve action" of 
certain cells using various electrolytes and electrode pairs of 
aluminium and carbon, lead, steel, etc. They are uniformly of 
very low efficiency, of the magnitude of 30 per cent., and aro 
usable only upon very intermittent loads or other places where 
the cheapness of the device very greatly overbalances the cost 
of operation with such low efficiencies. 

The mercury arc rectifier, however, has been very well devel- 
oped in the last few years and is being found adaptable to many 
situations. It may be used upon polyphase or single-phase 
circuits, the accessories depending upon the number of phases. 

In the single-phaae application the ratio of voltages may be 
derived approximately from a consideration of the following 
relations. One-half the alternating-current supply voltage is 
across the local circuit consisting of one side of the mercury arc, 
reactance coils and load. During one half-cycle the side a of 
the transformer or reactance coil {Fig, 242) supplies the local 
circuit, while during the next half-cycle the side 6 carries the 
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load. As each half-cycle may be cooeidered as acti\-e in the 
direction from the center of the tranaformer toward its respective 
endfl, the direct-current voltage is the average of this series of 
half-waves. Then 

E = effective alternating-current voltage supplied. 

1/2 E =effective voltage across half transformer. 
i\'2E =:maximum voltage across total local circuit. 

2 v'i 

. -E=(i.i5E = average, or direct-current voltage of 
total local circuit. 
There is across the arc itself a constant potential drop of 13 volts 
which must be subtracted from the above values. There in also. 



UmmjJ 






Flo. 242.— Mercury arc rectifier circuiW. 

a voltage drop across the reactance coils and thia must again 
decrease the actual direct-current load potential. So far as the 
arc alone is concerned, the direct-current voltage becomea 

E^^OAHE -13. 
Hence, if E, the altcrHiitiiig-curi-ciit supply, is high the ratio 
Eg-. E is greater than it would be for low values, because in order 
to arrive at the value of Eg, there is subtracted from a constant 
fractional multiple of Eg a constant value 13 volts, but this 
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Iwcoines « leaser percentage aa the potential increa-ses. In terma 
of p(iwer, tKe same kinii of statement may l»e Jiiarle. The volt- 
age drop is a wnalant acmsa the are, the loss varying as the first 
power of the current and being ie., or Vii. The resistance of the 
arc varies anri becomes less with a higher current. The efficiency 
of the rectification rises, therefore, with rise of potential. 

In the above equation for Eg we have neglected the effect upon 
the voltage of the overlapping current half-waves during which 
time the transformer ia short-circuited by the arc. In constant- 
current rectifiers the current, being smaller, requires more over- 
lap of half-waves and the effect is to decrease the voltage about 
10 per cent. Moreover, the arcs maintained are longer and have 
a drop of about 18 volts. Hence, for constant-current conditions 
we have, approximately, 

E^ =0.41B-18. 

\\Tien used for series arc circuits the rectifier is supplied with 
constant current and variable potential by the use of the constant- 
current transformer, already mentioned. Pressures as high as 
13,200 volts may be used. At these high voltages special pre- 
cautions are taken to eliminate static discharges across the tubes. 

In using the rectifier for battery charging, low voltages only 
are necessary, but the current capacity is increased. This soon 



FiQ. 243. — Direot-flurrent eunrei For mereury arc rcctl5er. 

reaches a limit, however, for, as pointed out, while increased 
potential of the system does not increase the ie loss in the arc, an 
increase of current will augment this product and, consequently, 
the heating of the apparatus. In order to run at high-current 
values, it is necessary to cool the rectifier tube. It ia somewhat 
advantageous to turn a fan upon the tube, but a more effective 
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procesa ia to immerse the tube in oil and cool the oil liy water 
flowing through cooling {-oils as in traiisformrr taukrt. 

The current obtainoil from the mercury arc rectifierM is direct 
but not tontinuous. In order to smooth out the wave more or 
leas according to the use for which it is intended, a reactance coil 
is placed in the direct-current circuit. Figure 243 shows the 
current aa rectified but without the tranquiUzing effect of a 
heavy reactance coil and, in contrast thereto, the current 
obtained when such a coil ia placed in the circuit. 




. ;yt\e in ayiichn>lH>us 
anaaturB coiL 

Synchronous converters have a greater usage than any other 
form of converting apparatus. This machine also has the 
advantage over the rectifiers just described in that it is reversible, 
it may be used with alternating-current to direct-current con- 
version or with direct-current to alternating-current conversion. 
Until the last few years, the voltage ratio alternating current to 
direct current has been given as a constant for a specified number 
of phases, although it had been recognized that wave shape 
would alter this ratio quite perceptibly. A convenient method 
of determining these ratios for machines of any number of phases 
is i-epreaented in Fig. 244. The diameter OEg represents the 
direct-current voltage and is taken as unity. 0E^ is laid off at an 
angle tz/ii from the initial line, where n equals the number of 
rings upon the alternating-current end of the armature. The 
circle pn OE^ as diameter is drawn with the relation 
OE^ = {^OE„. 
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Then ive have: 

OE„ =iiirct't-('iirreiit voltage between brushes. 

OKg =maximuni alternating-current voltage between 

diametrical rings, 
OB, =niaximum alternating-current voltage between 

adjacent rings. 
0E„ ^effective alternating-current voltage between 

adjacent rings. 
OE^ : O£„=voltage ratio of converter. 

In other words, if OEg is unity, OE^ represents, to scale, the 
ratio sought. It is seen from the figure that 



OB„ = lv^OEo sin -. 



E„=\\/2E„sm-, 

where 

£„=alternating-current voltage. 
Bo=*l'i^<'t"*^urrent voltage. 

The current in the converter coils is a combination of the 
alternating wave and the direct current. In polar coordinates 
this gives a circle (the sine wave) plus and minus a constant (the 
constant current). The resultant curve is a limapon as shown 
in Fig. 245. An armature coil displaced from the center of a 
phase by an angle <u will pass through the cycle shown 0.4 BPCDO, 
first in a positive sense, then in a negative sense. The center 
coil of any phase will give the cycle SOCDOTS where the rever- 
sal along the straight line TS corresponds to the instant of 
commutation as did the line BPC in the other cycle shown. It 
is evident, therefore, that the current in a coil displaced from the 
center of a phase is greater than that in the center coil. More- 
over, the farther the angular displacement, the greater is the 
current. 

The polar diagram has the property of showing enclosed areas 
varj'ing as the square of the parameter. The areas enclosed by 
the two curves show to scale the comparniive heating in the coils 
because this heating varies as the square of the current. Coils 
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having various dia placements (0 degrees, 15 degrees, 30 de- 
grees, . . . ) are shown in Fig. 240, for a 3-nng machine and 
for a 6-ring machine. They are drawn to the same scale and 
thp shaded areas show comparative heatings of successive roiU. 
The greatest displacement posnihle with the 3-ring machine 
is GO degrees, while only ;I0 degrees from the centei- coil may be 
reached with a G-ring machine. 

P'rom these diagrams we may conclude that the heat developed 
in the rotary armature becomes less with an increase of numlier 
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Flo. 24fl.— .Sj-nch 



of rings. Furthermore, the production of heat in the armature 

of the synchronous converter ' ' " " '" --'---'--'--'—■'--■ 

the greater the number of f 
using three-phase circuits, i 
machines, to use transforn 
secondaries and connecting t( 
The effect of change of poi 
which has been a-ssumed in thi 
center of the phase fail to co 
coil. E.xccssive heating will 
reduced heating at the othe 
iy09.) 
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The aynchronous converter i:* especially useful in converting 
large bulks of power from one contlitioii to the other. For 
example, the machine has become a necosaity in connection 
with modern direct-current railway syBtema. To feed these 
systems may require alternating-current transmission and <li8- 
tribution with local conversion to direct current. And it is here, 
especially where the converter has intrenched itself very strongly. 
It has many of the characteristics of the synchronous motor. 
One of these properties which frequently makes it useful is the 
possibility of changing the power factor of its load demand. It 
must run at synchronism, hence, a change of field current will 
not alter its speed but will vary its phase conditions. That is, 
an over-excited field demands from the line a leading component 
of armature current to counteract this over-excitation and 
reduce field flux to its normal value; an under-excited field 
<lemands a lagging component of armature current to bring the 
flux up to normal- The convertor, may, therefore, be used in 
conjunction with induction motors, where some direct-current 
load is to be carried upon an alternating-current system, more 
logically than may induction motor-driven direct-current genera- 
tors. The regular induction motor load will depress the power 
factor of the system. An induction motor carrying as load a 
direct-current generator will also tend toward low power factor. 
But a convertor run with high field current will tend to correct 
for the lagging current of the induction motors. It is quite 
possible to have beneficial results from the use of such a machine 
even when running idle, as will be pointed out later in connection 
with synchronous motors. 

These machines can be built for 2000 kilowatts or more, and, 
for smaller machines, with voltages of 1200 direct current. For 
these higher potentials, commutating poles (interpoles) are used. 
In order to secure 1200 volts, however, it is possible to run two 
machines in series upon the direct-current side, remembering 
that the alternating-current rings must be supplied through 
transformer sets not interconnected, upon the secondary side. 

As before implied, within the last few years it has been found 
practicable to build convertors of variable ratios. One of the 
schemes for accomplishing this result is based upon the distortion 
of the voltage cycle represented by a circle (sine wave) in Fig. 
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244. If by Buperimpoaing suitable harmonicH upon this wave 
it is considerably changed in shape, the ratio of E„ to E„ may 
be altered. 

This is illustrated in Fig. 247, where a third harmotiic has been 
added to the fundamental, being in such a position aa to increawe 
the direct-current voltage, Eg, and thus decrease the ratio, £„ : E^. 
This same harmonic reversed will give an increase in ratio. The 
mechanical arrangement of the pole piece for this scheme is a 
division into three parts, the center section being excited inde- 
pendently from the two outer sections. 




Fio. 247. — Split-pole oonve 



The same end may be accomplished by other wave distortion, 
as, for example, leaving E^ constant but varying the curve in the 
region of £',. In this type, the pole is split into two parts, one 
wide and one narrow, the latter being excited in such a manner 
that the flux in it is brought down to zero and again brought up 
to normal value in the opposite direction. In the meantime, an 
auxiliary winding upon the main pole haa kept total flux from 
the combined pole the same, thus maintaining constant power 
factor. This effects a shift of flux with greater concentration for 
aero excitation of the "split" pole, while with "split" pole 
contra-excited, the direct-current brush will be found to rest 
upon the commutator at a neutral point of the armature but 
between two sections of like polarity. The result in wave 
shape may be such as to leave the wave as a whole practically of 
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the same shapo except in the region of the brush, where a nmtral 
commutiitton point is provided upon the wiive, at what wouht 
otherwise be an active region. This makes commutation ponsible 
along a chord of the wave (polar eoordinates) other than the 
diameter and will reduce the direct-current voltage, with corre- 
sponding rise in ratio. 

Normal ratio in a 3-ring machine is about 0,63 with load. 
With the above variations in construction thia may be made as 
high asO.TS toO.80. 

Although no demand has caused development along this line 
there is no insurmountable reason why two such commutation 
points may not ]}e provideil upon the same armature, giving a 
converter from one direct-current voltage to another direct- 
current voltage. 

Hotor-Generators. — There remains the most flexible combina- 
tion for conversion of electrical power in the form of the motor- 
driven generator. With this combination, any relation of 
voltages may be obtained, within the reach of the individual 
units themselves. Direct or alternating currents are equally 
practicable upon either motor or generator. This gives, as an 
advantage not possessed by the synchronous converter, the possi- 
bility of receiving at a high voltage and using in local load at a 
low voltage without the intervention of transformers. As an 
example, suppose a direct-current load is to be carried at 125 
volts from 6G00-volt alternating-current mains. Induction or 
synchronous motors may here be called upon to drive 125-volt 
direct-current generators. Frequency changers are generally 
voltage converters at the same time. For flexible relations 
Ix-tween two direct-current voltages, this usage is universal. 

It is the case, however, that by far the most important work, 
which the convertors of all types are called upon to do, is to 
change from me<lium and high alternating-current voltages to 
onlinary direct-current voltages. Where this may be accom- 
pli.ihe(l by motor-generators without the uae of transformers, 
synchronous converters are at somewhat of a disadvantage 
becauiie they would always require the intervention of trans- 
formers. However, we must put the coat of a two-unit set 
against the cost of transformers and a single-unit machine. 
Efficiencies may also be of considerable importance and in this 
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particular tho convcrtor has the aclvantagp. Motor-gpnerator 
KCts ranging from 200 to 201H) kihuvattn can probably he obtained 
at prices from $25,00 per kilowatt to tKi.OO per kilowatt. 
Trans formers and convert ors covering the same range and 
combined would cost about $23.00 per kilowatt to $17,00 per 
kilowatt. These figures will depend upon voltages and fre- 
quencies and are so nearly alike that it is probably safer to con- 
sider first cost as the same in each case. A necessity for trans- 
formers in connection with motor-generators would probably 
make the comparison favorable to the converters. The lower 
the direct-current voltage the more expensive the machines, and 
with lower frequencies, the variation is in the same direction for 
transformers but gives decrease in cost for rotaries. 



Table xXXni.— Typical EfflciencieB of Various Hachines. 



Motor, 
Kilowatt i { 
capacity.' 



I Syn. I Ind. i D. C. | GOO v 



I generator, I Trane- 

I j former and 

I ] convertor. 

Syn. Ind. < 



76,5 



> I 97.0 



25 90.0 80 I 85.0 ' 02.0 , 95. 

i i I 

100 92.01 91 90.0 S2.5 

i I 

600 ' 94. 0| 92 I 91.0 ' 94.0 ' 97.5 85.5 

I ' 

1000 , 94.5^ 93 91.5 i 94.0 98.0 86.5 

2000 96.0; 95 92.0 ; 96,0 98.0 ■ 88.2 



91.6 
92.2 
94.0 



As regards efficiencies obtained, the figures in Table XXXIII 
may be regarded as typical, though they vary with voltages and 
frequencies and may be considerably bettered for anyone who is 
willing to pay for a more expensive machine. In general, syn- 
chronous motor efficiencies are a little higher than induction 
motor efficiencies. The generator column refers to direct-current 
machines and the last three columns give products of individual 
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efficiencies corresponding to synchronous motor-generator seta, 
induction motor-generator sets and transformer-convertor seta. 
Even here, these efficiencies may be bettered in some machines 
by decreasing the number of bearings, the windage, etc, Con- 
vertors, being synchronous machines, are subject to the same 
advantages and disadvantages as are synchronous motors. 
The matters of power factor, regulation, hunting, alternating- 
current starting conditions, etc., will be touched upon under 
the heading of the latter machine. 

The convertor may, however, take advantage of its direct- 
current features in providing for starting. That is, it may be 
started from the direct-current end and phased in upon the 
alternating-current end after coming up to speed. 

Load Characteristics. — It is very seldom that any distribution 
system can be rated absolutely as a lighting system, a power 
system, etc. Much less can one find a simple heating ayatem. 
An arc lighting circuit comes as near the simple condition as 
anything, but in practically all cases the load is characterized by 
that term covering the predominant demand. Nearly every 
constant potential lighting system is called upon to supply power 
for' elevators, fans, battery-charging sets, small motors for lathea, 
planes, saws, sewing machines, etc., etc. With the present 
development of heating apparatus, this range ia rapidly being 
widened to include cooking utensils of all types, radiators, water 
heaters and other small apparatus where electricity is used in 
competition with gas, coal, kerosene and alcohol. "The growth 
of this patronage is of conaitlerable importance to the central 
station in its influence upon the load factor. "New business" 
departments fostering this kind of service have generally accom- 
plished very satisfactory results. As a consequence of these 
conditions, all sorts of load units are assembled in the total load 
carried by public service corporationa. The general features of 
these various numbera will be discussed, having in mind the 
character of the service rendered and the effect upon the aggre- 
gate system. Similarly, types of machines and devices used upon 
more specialized systems will be included. 

The American Institute of Electrical Engineers gives a classi- 
fication of electric motors in regard to speed conditions. While 
these outlines cover both alternating- an<l direct-current motors, 
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the latter will be found to give more varied illustrations of the 
characteristics there mentioned. Quoting from the standardiza- 
tion rules we have: 

(a) Constant-speed motors, in which the speed is either con- 
stant or does not materially vary, such as synchronous motors, 
induction motors with small slip and ordinary direct-current 
shunt motors, 

(b) Multispeed motors (two-speed, three-speed, etc.), which 
can be operated at any one of several distinct speeds, these 
speeds being practically independent of the load, such as motors 
with two armature windings. 

(c) Adjustable-speed motors, in which the speed can be varied 
gnidually over a considerable range, but wlien once adjusted, 
remaining practically unaffected by the load, such ils shunt 
motors designed for a considerable range of field variation. 

(d) Varying-speed motors, or motors in which the speed 
varies with the load, decreasing when the load increases, such as 
series motors. 

The induction motor. — From the standpoint of operation, the 
small polyphase induction motor is the simplest motor obtainable. 
This is especially the case if the scjuirrel-cage rotor is used. Even 
with variable secondary resistance or starting compensators, 
simplicity is stiU a marked characteristic of starting an<l of 
operation. 

The motor is known as a constant-speeil machine because it 
runs at approximately constant speed with change of load. It 
is rated at the speed which it would have if running at aj-nchron- 
ism and which it cannot attain as a motor Iwcause of slip. How- 
ever, the percentage of fall in speed fiom synchionism to full 
load condition is comparatively small, amounting to about 8 to 
C per cent, in very small machines and only 4 to 2 per cent, in 
large machines. This increases at a slightly greater rate with 
overload, but in many machines is fairly uniform until a total 
load of 200 to 3110 per cent, or even more is reached. The speed 
curve then rapidly bends downward and the machine quickly 
reaches its maximum output at a speed of about 75 to 80 per 
cent, of synchronous rating. The induction motor, therefore, 
dop.i not regulate for variable speed but has a definite speed for 
each definite load. Neither does it run at one constant speed. 
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Where either of these demanda is made— absolutely constant 
speed or variable speed — -this motor is unsuitable. 

Variation in frequency of the alternating-current supply has 
identically the same effect upon this induction motor as in the 
case of transformers. Because of the relation x =2nfL, x varies 
directly with /. Hence, if voltage is maintained constant, the 
exciting current of an induction motor (practically the running- 
light current) will vary inversely with /. This is not quite true 
because of resistance but is a close approximation. It follows, 
then, that upon a system of different frequency from the rated 
frequency of the motor, the voltage should be changed corre- 
sponding to the change in frequency. 

Variation in voltage (alone) will cause a change in current, 
but torque, being proportional to the product of flux and current, 
varies as the Bquare of the voltage. A reduction to half-voltage 
across the terminals of the motor will give a current curve of one- 
half the normal current curve, but the ordinates of the torque 
curve will be divided by four. Each curve will retain its indi- 
vidual characteristic shape, of course. The maximum torque 
will still occur at the same value of speed, say 80 per cent., and 
current will steadily decrease from the time of starting. Stable 
running conditions will be reached at a greater slip than with 
normal voltage. 

The induction motor may be built with accessories which give 
it excellent initial torque, suitable for starting a considerable 
static load as in the case of line shafting, etc. Where this is not 
required the machine may start with very small demand upon 
the line. Depending upon these starting conditions antl the 
size of the unit, there are built several types of induction 
motors. 

The motor with squirrel-cage secondary is the simplest and 
in small sizes is started by throwing full voltage directly upon 
the primary. This would hold up to about 5 horse-power. 
One torque curve and one current curve cover this case. Current 
is large and falls off to normal. Torque is rather small (i. e. a 
little greater than normal load torque) and increases to a maxi- 
mum, decreasing again to normal. This method Khouhl not be 
xiKe<l in starting any heavy load because of low initial tnr<iiic and 
Iwcauso of heating iu caw of slow staiting and correspondingly 
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Blow diminution of current. Xor should it be used for frequent 
Btopping and starting without time to cool the motor in casea of 
considerable power demand. Large motors are built of this 
type but they are not started in this manner because of the 
effect it would have upon line voltages. They are provided 
with auto-transformer starting devices by means of which a 
lower voltage than normal may be employed at first. 

Ab has been pointed out, this reduction in voltage accomplishes 
a like reduction in current and a second power reduction in 
torque. This is advantageotis in that the current in the motor 
is reduced and heating is less. Current in the supply line, being 
received at full voltage, is reduced by the second power or as the 
square of the voltage reduction, causing a lesser fluctuation in 
line voltage. Furthermore, the torque is still great enough to 
bring the-motor up to approximately full speed, running light, 
within a limit permissible without making this acceleration too 
great and' causing unnecessarily large starting stresses. Large 
induction motors with squirrel-cage secondaries are started, 
then, upon very low torque curves and are not suitable for setting 
in motion any mechanical system of large friction of rest. 

When the resistance of the secondary bf an induction motor 
is increased, the torque curve is shifted proportionally toward 
greater slip. The current curve is similarly shifted. Both of 
these curves pass through the same cycle of values, as before ex- 
cept that these instantaneous values occur at lower speeds. This 
feature allows for changes in torque at standstill suitable to any 
condition. In Fig. 248 are shown the torque-slip curve and the 
cun-ent-slip curve (or, in the reverse sense, the speed curves, as 
they are generally called) giving normal position and successive 
curves, for increasing secondary resistance. The maximum 
torque point is shifted to a point beyond standstill (i. e., back- 
ward running) so that the motor starts upon the stable side of 
the torque curve with predetermined torque value. At a suit- 
able speed the shift is made to a lesser resistance and a less 
displaced torque curve, the process being repeated until all 
eecondary auxiliary resistance is cut out and normal running 
conditions exist. This scheme allows either a very low tonjue 
for starting with a correspondingly low current or a torque of any 
desirable magnitude up to maximiun if such value shouhl l»e 
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necessary. It is therefore more flexible than the voltage-control 
method. 

In practice in(livi<lual reaiatances are inserted in each tlefinJtely 
wound secondary phase. This resistance, if not too bulky, may 
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Flo, ;iltl. — ToniufrDiwed and current-cpeed induoUio motor curvta. 

be mounted upon the revolving member. Otherwise, it must be 
external to the machine, which must allow for its insertion by 
)>ringing out each secondary phase to slip rings. In running 
conditions, the resistances are finally short-circuitetl at the rings 
in order to lower the secondary resistance as far as possible. 
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This makes possible a good running condition and a starting 
condition adjustable to demand. 

By variation in construction, the induction motor is capable 
of giving two or three definite speeds and is then known as a 
2-8peed or 3-speed machine. This end is accomplished by wind- 
ing the stator in such a way that the number of poles may be 
changed by switches in the armature circuits. A 12-pole machine 
upon a 60-cycIe circuit would give 600 revolutions per minute. 
By certain changes of switches the winding becomes an 8-pole 
winding and the speed will now be 900 revolutions per minute. 
A further change to 6 poles will give 1200 revolutions per minute. 
This complicates circuits, however, and is rarely carried above 
2 or 3 speeds. 

Where polyphase circuits are not available, single-phase 
induction motors of small sizes may be secured. They are used 
in sizes up to about 50 kilowatts and are generally provided with 
devices which make them self-starting. Such apparatus may 
be made up of combinations of reactive coils, condensers and 
resistances generally spoken of as phase-splitting devices. They 
are generally permanently connected to the motor terminals in 
such a manner that they may be cut out for normal running. 
They are assembled in the base of the motor. 

Near full load the running curves of single-phase induction 
motors are much the same as for polyphase except that the effi- 
ciency curve is a little lower and droops more quickly for the ' 
former machine. The power-factor curve rises a little slower in 
the single-phase machine because of increased magnetizing cur- 
, rent. These differences, however, are not great and quite satis- 
factory results may be obtained by the use of single-phase motors. 
They should not be called upon to start more than a very moder- 
ate load, however, because the simple single-phase motor has no 
torque at standstill but must be started by some mechanical 
means or it must operate polyphase at first. As soon as it is 
once in motion, the torque curve rises, sweeps up over a maxi- 
mum value and down to the stable point very much as in the 
case of polyphase machines. 

The synchronous motor is a constant-speed machine differing 
from the induction motor which is approximately constant speed, 
in that it runs at the same speed, whatever the load, — namely, 
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the speed of the rotating flux. The difference conies from the 
fact that, in the induction motor, slip must occur between pri- 
mary and secondary in order to generate a secondary voltage, 
resulting in a secondary current, while in the synchronous motor 
the secondary current is the supplied field current which is 
responsible for definite polarity of the magnetic material of the 
secondary member. 

The induction motor takes a heavier load by losing a little 
speed and increasing the voltage generated in the short-circuited 
secondary winding. This causes an increase in secondary current 
and is accompanied by an increase in primary current. The 
two opposing currents give a combined magnetomotive force 
which is the source of the actual magnetic field. We have, then, 
an increased secondary current in a nearly constant field. This 
gives increased torque, as the latter is always proportional to the 
product of armature current and that component of the field 
flux which is in Hme phase therewith but in space quadrature. 

The synchronous motor will carry a heavier load by falling 
back slightly in the mechanical position of the revolving field in 
respect to the rotating flux of the armature. This changes the 
vector relation between the electromotive force of the armature 
and the counter electromotive force generated therein by the 
field. The resultant vector of electromotive force increases in 
length and this will force a heavier current through the armature. 
As in the other case, the result is an increased torque. 

This angular lag or sag of the motor pole and its flux behind 
the flux due to armature current will increase, up to a certain 
value, — namely, the impedance angle of the armature {tan~'xlr). 
Beyond this value the motor stops because of overload. This 
point of breakdown does not occur at the same load if the field 
excitation is varied. In fact, a considerably greater value of 
power is obtainable before breakdown with a little over-excitation 
than would be with light field current. This is not due to a 
greater flux with increased field excitation, because when a 
synchronous motor field current is changed, the result is to 
change the power factor by bringing into the armature a current 
component leading or lagging in respect to the power circuit. 
This out-of-phase component magnetizes an under-excited field 
(lagging current) and demagnetizes an over-«xcited field (leading 
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current) , but in each caae the effect is to leave the flux at its 
normal value — that corresponding to the proper field current to 
give unity power factor. The factor which does change is the 
current. 

The synchronous motor is started without field excitation. 
It may be started in either of two ways, by an external means, 
as a small motor, a waterwheel, etc., or by utilizing its more or 
less prominent induction motor characteristics. The first of 
these requires no discussion, as it is easily accomplished byuse of 
a small direct-connected unit or even by belt drive. 

The field poles of the synchronous motor present either solid 
or laminate<l faces to the armature flux. When solid poles are 
used the eddy currents in the pole faces are excessive and with 
the hysteresis give a considerable starting torque similar to the 
condition existing in the induction motor, except that there are 
no definite low-resistance copper conductors for the secondary 
current. It is evident that this effect may be increased by the 
addition of such conductors and, nowadays, the synchronous 
motors are always built with some such additional device. It 
may be collars around the poles and bridges across the gap 
between pole tips, or the later form may be used, a partial 
squirrel-cage winding imbedded in the pole faces, with or without 
parallel bara in the gap between tips. The bars imbedded in the 
pole face may be interconnected as a grid. The presence of bars 
in the open area between pole tips is of questionable value and is 
apt to make the machine somewhat noisy. Moreover, mechani- 
cal trouble may occur due to their displacement. The bars are 
preferably pushed through closed slots, the pole face thus being 
smooth. 

The average sjiichronous motor will start with about 30 per 
cent, full load torque at voltage ranging from 30 to 00 per cent., 
depending upon the constants of the rtiotor and the load started. 
The current taken may be less than normal load current or it 
may be 50 to 10(» per cent, in excess of the normal load value. 
Ko very large load may be started by the motor, however. 

.\rt the motor approaches synchronism, the induction motor 
<'haracteristic8 become less important and the definite salient 
polar construction of the field exerts a decided influence tending 
to pull the machine into full synchronism, before a field current 
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is supplied. This action is more pronounced the nearer the 
ntiichine has been brought to sj-nchromsm by its induction motor 
features. For this reaaon, the old atyle aynchronous motora 
having no squirrel-cage winding may not be able to reach a 
point in speed where they can be pulled into synchronism unex- 
cited. When field current ia supplied, however, they will pull in 
properly. Upon the other hand, because of its damping effect, 
too strong a squirrel-cage characteristic may check the machine 
from quickly jumping into full synchronism, and prevent, rather 
than aid, the end sought. If the motor has reached full synchron- 
ism before the field is excited, it may well happen that the polar- 
ity due to field current comes up wrong in comparison to the 
armature flux. In this case, the motor must slip a pole. 
Before doing this, a heavy current is taken from the line. The 
actual displacement may occur with a very considerable oscilla- 
tion back and forth across normal position until the revolving 
member has had timp to settle down to a steady speed. When 
the machine will not pull into synchronism without field excita- 
tion, such an event as above does not occur. In either case, 
however, the shock to the system may be considerable and it is 
generally preferable to give field excitation before the motor 
armature has been supplied with full voltage. If this shock is 
great, the machine may fall farther from synchronism and stop. 
After full speed has been attained and the field has been 
supplied full voltage may be applied to the armature. This 
necessitates throwing over from a tap to full coil on the auto- 
transformer and means that the motor is disconnected from line 
for a short interval of time. This interval must be kept small or, 
with such machines as carry a fairly large friction load, the motor 
may lose enough headway to be badly out of phase when the 
armature ia again supplied. In this latter case very heavy cur- 
rent demand may be made upon the line and serious results may 
include such phenomena as voltage drop, opening of oil switches, 
shutting down of motor or of substation apparatus, etc. In 
one such ease that has been called to the writer's attention a 
large synchronous motor could never successfully be thrown 
upon the line, oil switches opening, at least upon the motor 
circuit, and sometimes upon the incoming lines of the station, 
shutting <lown the whole substation. It was found after numer- 
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0U8 trials, that by the hand-operated switches the motor could 
not be diaconnected from the low-voltage tap and thrown upon 
the full coil in leas than one second. By use of a synchroscope, 
it was determined that the motor would lose speed, with current 
off, at the rate corresponding to a displacement of 360 electrical 
degrees in 4 seconds. The trouble was explained at once, as the 
time interval with no power on was too great, corresponding to 
position loss of about 90 degrees. In such a case as this, it 
might be possible to wait longer before reclosing the circuit, a 
period corresponding to a little less than the 3G0 degrees, in 
which time the revolving field has lost two polar spans and is 
again about to come into proper relation to the armature. 
Unless the rate of retardation has become of considerable value, 
the machine could then undoubtedly be caught without serious 
disturbance. 

The starting switches should be non-automatic, hut the running 
switch should be automatic. For starting, the general arrange- 
ment is a combination of two switches called the magnetizing 
switch and the starting switch, between the two being placed the 
auto-transformer. This set of two switches and starting auto- 
transformer are shunted by the running switch, an automatic 
oil switch, which is thrown in after the field is on, as previously 
pointed out. The other two switches are then opened, leaving 
the starting apparatus dead. 

A synchronous motor strives to keep in exact step with the 
supply circuit. This feature is at once the source of advantages 
and disadvantages. It is advantageous to have a motor of 
definite speed. But when there is a periodical fluctuation in the 
speed of the generator the motor just as certainly tries to follow 
every variation in frequency. If the generator is driven by a 
water wheel or by a steam turbine, the speed ia quite uniform 
throughout the revolution. AVhen the steam engine is used, 
however, especially the simple, single -cylinder engine, there is a 
variation in the speed of the generator during any one revolution. 
With a gas engine this is much greater. In fact, in the latter 
case it is advisable to put even upon the generator collars and 
bridges orsqiiirrel-cage winding in order to limit . as far as possible, 
the fluctuations. If generators are run in parallel this is of con- 
siderable assistance toward steadying the speed. When, how- 
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ever, this variation in generator frequency corresponds to the 
period at which the iniitor armature wouKI swing back and forth 
due to its natural frequency, every recurring impulse is added to 
the previous ones and the trouble continues to increase, giving 
wider and wider swings until a limit is reached where the eddy 
currents in the iron and the short-circuited currents in the bars 
increase in total energy consumed just as rapidly as the increase 
of energy supplied. If such a point is not reached the motor 
will fall out of step and come to standstill, opening the automatic 
circuit breakers in series with it. It must then be started as 
before. 

Id considering the means of eliminating this vigorous oscilla- 
tion, or hunting, it is necessary to understand, definitely, the 
meaning of the term "natural frequency," when applied to a 
moving machine. Also, the numerous sources of disturbance 
must be recognized. 

Mechanical motion may be uniformly continuous in a circle, 
the desired end in the case of the synchronous motor. It may 
also be oscillatory as in a pendulum. In the latter case, there is 
a definite periodicity depending upon two things, the length of the 
pendulum and the attraction of gravitation. In an electric 
motor or generator, these two kinds of motion may be combined, 
where the length of the pendulum becomes the radius of gyration 
of the revolving member and the attraction of gravitation is 
replaced by the magnetic attraction of the fieida. The resultant 
motion might be represented by a curve consisting of a sine wave 
plus a constant. The natural period of this superimposed oscil- 
lation is determined, thus, by the radius of gyration and the 
magnetism. If, then, the revolving member receives a shock, 
there will occur a displacement from its normal position relative 
to the magnetism of the stationary member. To eonie back to 
this normal relation, the moving member oscillates backward and 
forward across the final position with gradually decreasing 
amplitude until the whole of the energy supplied by the shock 
has been absorbed by mechanical and electrical means. In the 
meantime, another shock may have been received. If so, and if 
it occurs at a certain epoch of the existing oscillation, the swing 
may be increased by it. With another epoch, the new shock 
may help to cancel the effects of the old one. It is evident that a 
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coincidence in periodicity of naturnl mechiiniiial frequency of the 
motor and irregular impulses of the driving force will jirove a 
serious thing if the energy of each shock is not exceedingly smnll 
compared to the rate of dissipation of that energy. 

In general, there are three ways to limit or overcome hunting. 
The irapuises may be eliminated, the coincidence of periods may 
he broken up or the rate of dissipation of the energy supplied by 
each shock may be increased. Frequently, it is necessary to 
resort to combinations of these in order to accomplish a satisfac- 
tory result. 

To discuss these methods in reverse order, the supplying of 
collars, bridges, squirrel-cage winding or any other short-circuited 
device will give a much more rapid absorption of energy. These 
accessories dissipate no energy when the machine is in steady 
synchronous operation. In other words, they are al>sorption 
devices for the irregular impulses only and are known as damping 
<levices or amortisscur devices. The induced currents in them 
oppose, by motor action, the force which causes their generation. 

Synchronous motors should always be provided with these 
parts as a protection to speed regulation even where they are not 
required for starting, as previously described. It frequently 
occurs that trouble arises from some source other than the 
generator and one cannot count upon satisfactory operation 
under all conditions even with turbine-driven generators. 

In breaking up the re.sonant relation between two members of 
a system, one member is always easily located — the troublesome 
one. The period of the synchronous motor, convertor, or alter- 
nator may be changed by a variation in the field excitation. In 
the analogy used above, this corresponds to varying the effect of 
gravitation upon the pendulum. The stronger the pull, the 
more rapid will be the vibration or oscillation. This has the 
disadvantage of affecting the power factor of the system and its 
use may be limited because of this secondary effect. The addi- 
tion or elimination of a fly wheel may also be suggested, although 
thb is a corrective step that must be undertaken carefully as it 
may even make things worse. 

The cause of the disturbance is hardly ever as evident as its 
result. Frequently, it is only after a considerable amount of 
study and testing that the source is located. 
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Hunting is ovidencP<l most quickly hy the iiulii'iitiiig meters, 
wlicre the swinK of the needle KhowB periodicity iiiul, riiughly, 
magnitudes of the disturbance. If tlio swing of the needle 
increases to a. maximum and decreases to a jnininium periodically 
it indicates two disturbances which "beat" against each other, 
having different frequencies and combining by exactly the same 
laws as do the air waves set up by two vibrating reeds. The 
number of needle swings per minute plus and minus the numlxr 
of beats per minute will give the periodicities of the two disturb- 
ing factors of the system. It is then necessary to locate a moving 
meml)er of the system which has the frequency noted. It may 
lie found that the motor hunts against engine speed, engine 
governor, piston impulses of gas or steam engine, other motors 
or synchronous convertors. The parallel operating motors or 
convertors may bo located in different substations and still affect 
each other. 

Naturally, the proper corrective measure for hunting is to 
eliminate the irregular impulse received and the means of doing 
BO depends upon from what it is found to come. Engine varia- 
tions, are generally taken care of by fly wheels. Governors are 
changed in either direction, making them more sensitive or less 
sensitive as may be required. Dashpots frequently help to keep 
the governor from over-reaching. As before mentioned, hunting 
between similar units may be handled by breaking up the coinci- 
dence of period. The first place to go to attempt this change in 
natural frequency ia to the field of the motor or convertor. As a 
variation in field cannot be allowed beyond certain limits these 
extremes must be watched carefully. . 

When the field of a synchronous motor (or convertor) is varied, 
the armature current changes for a constant load. The curves 
expressing these relations are the " phase characteristics" or " V- 
curves." With any load, there is a certain value of field-ampere 
turns which gives minimum armature current. As field-ampere 
turns changes in either direction, the armature current increases by 
the vector addition of leading or lagging currents depending upon 
whether the excitation is made greater or made smaller than the 
specified value. The minimum value of armature current obtain- 
able, naturally, corresponds to the greatest power factor, namely, 
1.0. That is, with either over-excitation or under-excitation, 
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power factor ia lowered. It is interesting to note the rate at 
which this lowering of power factor occui-s. There are shown in 
Fig. 249 several phase characteristics for a two-phase syn<hron- 
OUB motor, upon which are indicated the values of the power 
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Flo. 249, — Phnse charBCtemlics of aynebronoua motor, Bhowing power factor. 

factor at various points. The machine is a 250-kiIowatt motor 
and curves are calculated for 25 kilowatts, 250 kilowatts, 376 kilo- 
watts and 500 kilowatts, that is, at loads of 10, 100, 150, and 200 
per cent. With light load the change is very rapid. The 
nnnimum point upon the 10 per cent, load curve is for 50 amperes 
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armature with 104 amperes fieUI. If field current is increased 
about 8 amperes, or 7 . 7 per cent., the armature current increaaea 
to such an extent that the power factor falls to 0.50. With 
normal load upon the machine an increase of the same number 
of amperes in the field will change the power factor to 0.98. 
This means, simply, that the increase in armature current due 
to the addition of the demagnetizing out-of-phaae component is, 
in the latter ca-se, a much lesser percentage of the total current. 
This point shouki be' noticed, however, that within close limits 
an increase in field current of a certain amount, say 10 amperes, 
will demand a corresponding number of demagnetizing ampere 
turns upon the armature. That is, the out-of-phase component 
of armature current increases from zero at unity power factor, 
by the same amount for a given increase in field excitation, 
whatever the load. In order to bring into the system a certain 
corrective effect, the change in field amperes will be about the 
same for light or heavy load. 

It is frequently the case that the power factor of a system is 
very low due to the nature of the load. This may occur during 
the whole day because of small induction motor-driven units. 
In such cases the power factor may hover around 0.70. Again, 
the low power factor may occur only during a part of the day 
when the line is relieved of a considerable portion of its loa<l. 
This might occur on the light load periods of a constant potential 
lighting system when the exciting current of the small transform- 
era forms the greatest part of the load. Again, certain electric 
furnace work will give low-power factor. This is not the best 
condition for the operation of either line or generator and it is 
beneficial to both if the power factor may be brought back into 
the range between 0.90 and 0.95. Especially is this the case 
if the total kilo volt-amperes is large. And herein lies a special 
use for the synchronous motor. 

When a synchronous motor is used to give a corrective current 
to a system it is called a sytwhrotwus condenser. It is seldom 
required and hardly ever economical that it should carry the 
correction of the power factor much l)eyond 0.90 and it must 
be remembered that it will always be used with over-excited 
field in order to obtain a leading current. A machine rated at 
500 kilo volt-amperes at 1 . power factor may not be able to 
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fitand the heating attendant upon supplying 500 kilovolt-amperes 
at 0.70 power factor. The armature heating may remain (he 
same while the field current has been pushed up to a severe 
overload condition. These corrective machines need not run 
light as they may carry some mechanical load, or, in the case of 
converters, some direct-current load, and at the same time over- 
excitation will draw a leading current from the line. With the 
addition of a' mechanically loaded motor running at over-excita- 
tion, both current components ar^ beneficial to the power factor, 
as may be aeen by the vector diagam of voltage and current 
components shown in Fig. 250. In this figure, the voltage is 




Flo. 250.— Effect of ■yDCbroaoiu 



taken as the initial line, /, is assumed aa the current taken by 
the induction motor load, showing a lagging current. Now, if a 
load is taken by some sjoichronous motor at unity power factor 
it would be shown upon the same diagram by the addition to 
vector /i of vector a, giving /,. The angular displacement of 
current in respect to voltage is decreased by a certain angle 
/,0/j. If the motor is allowed to carry the same load, but with 
a leading current due to over-excitation, besides the vector a there 
is a leading vector b due to the armature current, and this new 
component still further decreases the displacement between the 
electromotive force and the total current, i. e., the generator and 
line power factors are bettered. If the load added is small, the 
final value of current, /,, may be smaller than was the original 
value /,. To have carried the same extra load without change 
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of power factor would have required an increase of current from 
/, to l^. 

When load is distributed along the line, it is well to analyze 
each section of the line as well as the condition of the generator 
itself. An example may serve to illustrate several points. Take 
the distribution of load as expressed in kilovolt-amperes and 
spaced an shown in Fig. 251. The tabular form given in Table 
XXXIY shows the conditions existing in the successive sections, 
assuming a uniform power factor of 0.8 for the induction motor 
units. In the first part of the table is shown the total kilovolt- 
amperes of each section and its component parts, kilowatts and 



Fio. 351. — ApplkBtkm of iiytiiihraDouii MmdaoBer. 

wattless kilovolt-amperes, for the condition of a total induction 
motor load. Part 2 shows similarly for each section the total 
and component parts when the induction motor at Z) is removed 
and a synchronous motor placed in its stead is over-excited to 
give 270 kilovolt-amperes loading. This would require a motor 
of about 273 kilovolt-amperes and would bring the power factor 
of the generator to unity. 

In successive steps the motor capacity is lowered, keeping the 
load of 40 kilowatts constant but reducing the corrective current. 
As is seen, with considerable diminution in size of the synchron- 
ous motor, the rise in generator kilovolt-amperes is not great. 
In fact, bringing the wattless kilovolt-amperes supplied by motor 
down to only 80 kilovolt-amperes, which gives a motor rating of 
about 89.5 kilovolt-amperes, will cause a demand of only 443 
kilovolt-amperes upon the generator. This is an increase of 43 
kilovolt-amperes above that needed at unity power factor and 
the generator is supplying the line at a power factor of . 902. 
As before pointed out, it would be uneconomical to attempt to 
bring the generator current completely into phase with the 
generator voltage, rc<iuiring unwarranted outlay. 
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Table XXXIV.— Application of SynchtoaouB Condenser. 

A-B. I B-C. C-D. D-E. , E-F. 



Ind. motor ttt D, car- 
rying the 10-kw. 
load and requiring 
30 kv&. lagging. 
Gen. P. F.-0.80. 

Synch, mot. at D, 
carrying the 40-kw. 
load and requiring 
270 wattleaa kva. 
leading. 

Gen. P. P.- 1.0. 

Synch, mot. P. F.- 
0.147. 

Synch, mot. at D, 
carrying the 40-kw. 
load and requiring 
210 wattless kva. 
leading. 

Gon. P. F. -0.988. 
■ Synch, mot. P. F. — 
0.187. 

Bynch. mot. at D, 
carry ingthe40-kw. 
load and requiring 
120 wattleaa kvi 
leading. 

Gen. P.P. -0.936. 

Synch, mot. P. F.- 
0.317. 






D, 



carrying the 40-kw 
load and requiring ' 
100 wattless kva. I 
leading. 
Gpn. P. F.=0.92. ] 
Synch, mot. P. F. = 
0.372. 



Kw. 

Wattless kv« 
Kva. total 



Kw. 

Wattless kva. 
Kva. total 



200 


160 
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150 


120 


60 


250 


200 


110 


200 


160 


88 
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200 


160 


88 
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120 


66 
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200 


160 
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200 
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Table XXXIV. — Application of ^nclironous Condenser. — Continued. 







A-B. 


B-C. 


C-D. 


D-E. 


E-F. 


Synch, mot. at D, 














carTyingthe40-kw. 


Kw. 


400 


320 


200 


160 


88 


load and requiring 


Wattless kv 


n. 190 


130 


40 


120 


66 


80 wftttlesa kv*. 


Kva. total 


443 


345 


204 


200 


HO 


leading. 














Cen. P. F.-0.902. 














Synch, mot. P. F.- 














0.447. 















Altenutting-current Commutator Motors. — The use of alternat- 
ing-current commutator motors is, to a certain extent, special, 
as yet. The direct current motor, as a machine, is better in 
numerous respects. The former combines certain weak points 
of both alternating-current and direct-current practice, namely, 
the intermittent armature current and field current of alternating- 
current machines and the commutator of direct-current machines. 
Moreover, the commutator introduces here a bad feature not 
present in direct-current practice. This is the tendency to 
sparking under the brushes at standstill due to the transformer 
action between the field and the armature coils short-circuited 
by the brushes. The use of alternating-current commutator 
motors is thus justified only upon other grounds than that of the 
motor itself. This is based upon the demands of the distributing 
system where alternating current is much to be preferred. 

The characteristics of these motors are fairly similar to those 
of the direct-current series motor, and, consequently, they have 
not attained importance excijpt in railway work. Here, not 
only are their general characteristics suitable but the distributing 
system for interurban or suburban lines is more economically 
supplied by alternating current. They are, essentially, variable 
speed motors and have no speed limitation at synchronous value. 
The term "synchronism " has, for them, no more than a mathe- 
matical meaning. Depending upon the running speed above or 
below this point, however, different types of alternating-current 
motors have different peculiarities of operation. For example, 
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the repulsion motor has good fomjnutation below synchronous 
speed and poor commutation above that point. Upon the other 
hand, the compensated series motor has poor commutation below 
synchronism, is fair at synchronism and gives good operation 
above that speed. 

Direct-current motors are of two distinct types, shunt and 
series, so called from the type of field winding used. The use of 
a shunt field coil, however, does not preclude the use of a series 
coil as well, and during design the relative strength of these two 
field windings may be adjusted at will. The distinctive features 
of the shunt motor may, therefore, gradually shade off toward 
those of the series motor and eventually give place to the latter 
as the design changes.. The whole range between the two 
extremes becomes available for any particular kind of work 
demanding it. 

The plain shunt motor Is a constant-speed machine. That is, 
with change of load the speed remains about the same. Stein- 
metz, in his book, "Elements of Electrical Engineering," shows 
that the actual change in speed as load increases depends upon 
what point of the saturation curve the motor is running upon. 
With over-saturation, the speed curve will droop, while with 
under saturation it may eventually ris* quite appreciably. .V 
change in voltage of the circuit upon which such a motor is 
running, may, therefore, quite seriously affect the speed charae- 
teristics of the motor because of the change in flux density 
caused thereby. 

With change in voltage supply, total flux varies, which affects 
counter electromotive force and armature current. The net 
result, over a considerable range from normal voltage, is to 
decrease the speed at which a motor will carry a constant load 
with reduced voltage, the contrary change occurring for rise in 
voltage. 

Shunt-wound machines may Ije designed to allow a consider- 
able variation in excitation with no change in voltage supply t«> 
the armature. This gives an adjustable speed motor. If field 
excitation is decreased, the counter electromotive force of the 
motor for the same speed will fall off. This would rapidly 
increase the armature current and give increased torque. The 
greater torque is evidenced by the Increase in speed. The 
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(bireasc in fiekl current, therefore, increases speetl. If, then, 
the machine is so designed as to allow a considerable change in 
field current, a corresponding variation in speed may be attained. 
After once adjusting the excitation the motor runa at the new 
speed as an approximately constant-speed motor, of course. 

Varying speed motors, or those in which the speed varies with 
change of load, are of the series type. Here the excitation cur- 
rent and the field current are the same, so that with decreasing 
load there is decreasing field-excitation current and the motor 
speeds up in order to limit the armature current by a greater 
counter electromotive force. Speed risea rapidly, therefore, 
with decreasing load, and if load becomes too small the motor 
will reach a speed dangerous to its rotating member. As a 
consequence, this type of motor should never be used where there 
is any possibility of its load being suddenly disconnected, but it 
is suitable for any load which will build up with increasing speed. 
That is, a series motor should not carry a belted load (where the 
l)elt may fly ofT) nor drive a generator {where the circuit breakers 
may open) but it is well suited to railway work where heavy 
torque is required at standstill and is here furnished by virtue of 
the large armature current and heavy field excitation which 
exist before any counter electromotive force cuts them down. 
This gives a decreasing torque and decreasing power output 
with increasing speed. 

For certain kinds of service, the two extremes just described, 
the shunt motor and the series motor, may both be improved 
upon by mingling their characteristics. For example, a hght 
shunt field might be added to a series motor in order to limit its 
no-load speed. Or a light series field might give to the otherwise 
straight shunt motor the needed increase of torque at starting. 
Such machines are compound wound motors. 

As before stated, any degree of compounding may be practised 
which is suitable for the load carried. In general, then, the 
compound wound motors have heavier starting torque than 
shunt machines, may be adjusted to different speeds by the 
shunt field and when so adjusted fall oft in speetl somewhat with 
increasing load. They are suitable for use where constant speed 
is not requisite but some variation may l)e allowed; where con- 
siderable start in;; torque may be required, as to drive line shaft- 
2(> 
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ing; where torque varies considerably in the course of a cycle, as 
with pumpB, punches, etc.; where the voltage is unsteady, as for 
shop motors upon a railway circuit. If desired, the series coil 
may be used for starting and then cut out of circuit for normal 
shunt -wind ing operation. 

Compensating Windings. — As load is taken by a motor (or 
generator) the armature current increases. This gives a mag- 
netomotive force of armature ampere-turns opposed to that of 
the field coils. This effect, known as armature reaction, will be 
in the direction of the brushes. 

Depending, therefore, upon the brush position in respect to 
mechanical neutral position there will be cross-jnagiielixation 
and demagnetization. The former has the effect of combining 
with the field flux and shifting the neutral point. The latter 
overcomes a part of the magnetizing effect of the field winding, 
A series coil added to the field can counteract the demagnetiza- 
tion but it does not influence the cross magnetomotive force. 
Inasmuch as the armature winding is distributed, a concentrated 
winding will not completely compensate for the armature reac- 
tion. A compensating vending, therefore, is a winding distributed 
in such a manner that its effective magnetomotive force, point by 
point, around the periphery, equals and opposes that of the 
armature circuits. It is series excited. The coils are laid in the 
pole faces, slots being prepared for their reception. Where there 
are definite pole pieces, this leaves a gap in the compensating 
winding distribution between pole pieces. 

With a distributed field winding upon a continuous field 
structure, more nearly complete compensation is attainable. 
With good compensation a change in load will not shift the 
neutral and hence the brushes will be upon neutral without 
altering their position. This permits great variation in load 
without having to shift brushes. It also permits change in field 
excitation and, hence, speed regulation. Moreover, the properly 
proportioneil compensating winding leaves the flux distribution 
the same for no load as for full load. This is important in that 
the counter electromotive force per coil of armature winding does 
not become excessive at certain points upon the periphery due 
to concentration of flux at that point. With excessive counter 
electromotive force or "volts per coil" there is great liability to 
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arc-overe which, when once started, may extend around from 
brush to brush. 

Commutatlng Poles. — Without the use of the above extended 
construction commutation would be poor with change of load 
unless brushes were shifted to the new neutral. Another scheme 
for providing for good commutation is to supply a cross-magne- 
tizing field opposed to that of the armature and of just sufficient 
strength to keep the neutral point fixed. This is accomplished 
by the use of small poles midway between the main poles and 
known as commutatlng poles or interpoles. (The former name 
is the better because it is applicable only to such a device while 
the latter term may be confused with certain forms of "split- 
pole" construction, where there is a small portion of the main 
pole set off from the pole piece itself.) 

The office of the commutating pole is, therefore, to counter- 
balance the effect of armature reaction at one point in the per- 
iphery, only — the commutation point. It makes possible good 
commutation without change of brush position and with change 
in excitation, and, hence, speed. This is the same as with the 
compensating win<ling but beyond this there is a difference. 
With the commutating pole, point by point flux distribution 
changes and wave distortion occurs. There will occur at points 
certain changes in flux density which are accountable for similar 
variations in counter electromotive force. Voltage per coil may 
become excessive at one point of the armature and very low at 
another point, with the result that fla-shing occurs. This would 
probably be most pronounced at starting or upon a sudden 
increase of load as at these times the series excited commutating 
pole supplies excessive flux and distortion is greatest. Again, 
with weakened field for high-speed running, a sudden increase in 
load will have a greater influence upon flux distribution than it 
would with a stiff main field. 

Commutating polc>s are placed upon motors, generators and 
convertors. They are csjx^cially effective in any motor where 
8]wed or load may change considerably. They are used in 
railway motors, hoisting motors, adjxistable-specd motors, etc. 
Wo, also, are they productive of good results upon synchronous 
convertors, because these m.ichines are most fret|uently installed 
upon railway systems, a loa<l which varies gicatiy ami rapidly. 
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Hotor Applications. — With all of these different types of motors 
and their varying and overlapping characteristics, the selection of 
a suitable motor for a specified jjurpose becomes a study of the 
service required and the adaptation thereto of a proper machine. 
A mere figure giving the horse-power to be developed by the 
motor is too bare a, statement to be of very much value. Natu- 
rally, there is first required a statement of the details of power 
supply available^ alternating current, direct current, voltage, 
frequency, etc. The characteristics of the load to be carried 
will determine the starting torque, maximum power, intermit- 
tency of load with time elements of interruptions, variation in 
load with time elements, speed control required, attendance, etc. 
The location of the motor will determine whether it must be 
enclosed or not, as in wet places or in dusty places. It will like- 
wise determine the kind of ventilation necessary. 

When several machines are to be motor-driven it remains to 
be determined whether they should be grouped and driven by 
one motor through line shafting or separated and given individual 
motors. Flexibility and high individual efficiency for machines 
in constant use under varying conditions demand separate 
motoring. Where all load units are to be constantly operate<l 
under similar conditions and are conveniently assembled, group- 
drive has a strong case. With intermittent use of many machines 
— say of an hour or so during a day — if these machines are to be 
used at different times, economy of installation suggests using 
the same motor for each if their characteristic demands are 
similar. Where other things appear about equal, the loss due 
to a long line shaft with belting constitutes a strong argument 
against group drive, as does also the problem .of proper illumina- 
tion in a room with numerous belts. 

When estimating the size of the motor to be installed, It is not 
proper to allow for future growth unless it is known that this 
will occur immediately. The reason is plain if we look at the 
efficiency curves (and power factor cur\-e8 for alternating-current 
service) of the motors. There is a definite point somewhere 
around normal load where these curves are a maximum. Above 
normal load they do not change rapidly, but below it they fall 
off, generally, quite rapidly. \ motor too large for its load is, 
therefore, an inefficient unit. Upon alternating-current -syst-oms 
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the power factor may suffer very seriouHly on account of bad 
practice in this respect. It is known as "over-motoring." 

Although it is not possible to classify rigorously the different 
types of motor applications owing to the endless difference in 
details, the following grouping is suggestive of recent practice 
in many situations with quite varied clcmands. It is a very 
noticeable fact that the induction motor is one of the most 
usable machines we have, being built in all sizes from a small 
fraction of a horse-power to several thousand horse-power. 
Moreover, it is valuable in damp places, dusty places and local- 
ities where other machiijes might be sources of danger. As exam- 
ples of these conditions we may cite, respectively, instances where 
induction motors driving pumps have been flooded but continued 
to operate and pump themselves dry; or where the motor is dust 
covered as in cement mills; or where a sparking commutator 
might set fire to gases or fumes, powder or even the finely divided 
flour dust in a mill. Its electrical characteristics are inferior to 
those of the synchronous motor and the latter should be used 
wherever possible, especially in large sizes. 

MOTOR APPLICATIOnS. 
Induction Motors. 



Concrete mixer. 


Ventilating fan. 


CUy mixer. 


Blower. 


Cinder grinder. 


Refrigerating plant. 




Textile mills. 


Handsaw. 


SpinninR. 


Circular saw 


Wearing. 


Jigsaw. 


Winding. 


Wood planer. 


Laundry. 


Shaper. 




Mortiser. 


Mangle. 




Smoothing iron. 


Milling machine. 


Centrifugal dryer. 


Reamer. 


Household. 


House pump. 


Dough mixer. 


Fire pump. 


Egg beater. 


Centrifugal pump. 


Ice cream freezer. 


Conveyor. 


Meat grinder. 


Grain shovel 


Bread cutter. 


Sign flasher. 


Sewing machine m 




\'acuum cleaner. 




floor polislier. 
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Synchranous Motors. 

Air compressor. Motor ^nenttor. 

Synchronous eiindonscr. t'ro<|uency changer. 

Geatrifugal pump. 

Direct-current Shuot Motors. 



Fire pump. 


Ventilatinfi fan. 




laundry (as inii. motor). 


Churn. 


Household (as iml. motor). 




Paper mills. 


Gas washer. 




Direct-current Series Motors. 


Air compressor. 


Railway. 


Hoist. 


Jixcavator. 


Mill motors. 


Winch. 


Direct-current Compound Wound Motors. 


Drop hammer. 


Rock drill. 


Punch presH. 


Conveyor. 


Shears. 


Bending roll. 


Separator. 


Plunger pump. 


Print ing press. 


Slott«r. 


Planer. 


Elevator. 
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CH.\PTER XII. 

MEASUREMENTS. 

The principal types of meters employed for given purposes are 
indicated below, with some of their most important sources of 

Ammeters of the moving coil type are, fundamentally, made 
up of a permanent field magnet, a moving coil placed in the field 
of the magnet and carrying the pointer and a damping device to 
restrict the sensitivity of the instrument to rapid changes. This 
latter device may be a fixed, metal core within the moving coil, 
the induced eddy currents therein opposing rapid oscillation of 
the coil itself. 

It will be seen that any factor disturbing the field strength 
becomes a source of error. Not only may the meter accuracy be 
temporarily affected, but the permanent magnets themselves 
may be disturbed to such an extent that the reading is always 
incorrect. If the meter is used upon alternating current the 
frequency also affects the reading. It should, therefore, be 
calibrated for the frequency for which it is to be used. 

Ammeters of the moving iron type employ the principle of the 
solenoid. They may be used upon alternating current or direct 
current, but, aa they depend upon the strength of field set up by 
the current in the fixed coil, external fields will temporarily 
vitiate the readings. The calibration should be made with 
current of the same frequency aa that upon which the instrument 
is to be used. Wave form also effects variations in readings. 

Induction ammeters depend iy>on transformer action between 
a coil a^ primary and a metal disc as secondary, in the latter of 
which eddy currents are produced. The torque is opposed by a 
spring which keeps the disc in the position where spring and 
torque balance. Here, again, frequency and wave form are of 
prime importance in calibration and use of the meter. 

The hat vdre ammeter depends for its action upon the expan.sion 
produced in a wire with rise in temperature. To a fixed current 
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<orre8pon<U a fixed i'r loss in the wire, which loss occurs in the 
heat rftdiated from its surface. But, aa ratiiation rale iucrcasrs 
rapidly with rise in temperature, there will be a fixed temperature 
for a given current. That is, by carefully measuring the expan- 
sion and contraction of the current carrying wire, the meter may 
be calibrated to read amperee. With alternating current this 
will be the effective value because it is a measure of the ih loss. 
It is independent of wave form, magnetic field, frequency, etc., 
at least over a wide range of frequency, unless auxiliary shunts 
are used. 

In all types of ammeters, the current carrying coil should have 
low resistance, in order to dissipate only a small amount of energy 
therein. The motion of the pointer carried by one element or 
the other may be opposed by spring or by gravitation. The 
spring is to be preferred, as its use avoids the necessity of accurate 
placing of the meter upon the board. 

Modern meters are protected from magnetic disturbances by 
suitable iron cases, whether they are ammeters, voltmeters, or 
wattmeters. 

Voltmeters may be of somewhat the same general types as are 
the ammeters and, when so constructed, they have the same 
limitations as regards frequency of alternations, external fields, 
wave form, position, etc. The coil, however, must be of high 
resistance in order that the current taken may be small. 

Besides the forms known as the moiiivg coil type, the itiduction 
type, the hot wire type, etc., there are other means of measurement 
not open to current measurements as well. The electrometer, 
for the determination of high-voltage values is frequently known 
as the electrostatic voltmeter. It consists of parallel vanes, plates, 
or boxes which receive charges from liiw or are connected to line 
and to ground. The moving member, or needle, is suspended by 
a fine wire. To increase the sensitivity of this device, the plates 
are placed closer together and increased in number. Despite 
these methods, the meter is not suitable for ordinary low voltages. 

Another method which is employed very frequently in com- 
mercial measurements is that of the spark gap. The voltage to 
l)e measured is put across the air gap between two needle points, 
a high resistance being inserted in series with the gap in order to 
limit the current rush when the arc follows a spark discharge. 
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For low voltages the needles ^hoiikl 1)D fairly sliarp, hut for hifjh 
vultiigcs it Kfeins to make little differcnco, wt for a gap of 15 
iiidiGH, a coarae needle appears to bo as "sharp" as a cambric 
needle. The discharge oi^cura aci'oss the gap, the distance 
between needle points is measured and the voltage reading is 
taken from a standard curve. Data for the curve are given by 
the -\. I. E. E. as in Table XXXV. With very sharp needles, 
the lower portion of the curve tends to straighten somewhat, 

Tabk XXXV.— Sparii Gap Voltages. (A. I. E. E.) 



KilovoltH 

n<[. root of 





mean square. 


Inches. 


5 


0.225 


10 


6.47 


15 


0.725 


20 


1.00 


25 


1.30 


30 


1.625 


."iS 


2.00 


40 


2.45 


45 


2.95 


50 


3.55 


00 


4.65 


70 


5.85 


80 


7.10 


00 


8.35 


1((0 


9.60 


110 


10.75 


120 


11.85 


1.10 


12.90 



15.00 


38.1 


16.05 


40.7 


17.10 


43.4 


18.15 


46.1 


19.20 


48.8 


20.25 


51.4 


21.30 


54.1 


22.35 


56.8 


23.40 


59.4 


24.45 


62.1 


25.50 


64.7 


26.50 


67.3 


27.50 


69.8 


28.50 


72.4 


29. W 


74,9 


30. W 


77,4 



Power and Energy Meters. — In commercial work, accurate 
measurement of current or of voltage is seldom so important as 
in the determination of their effective product, for it is upon the 
liasis of watt-hour consumption that payment for energy is 
made. Only in the case of direct current is this product obtain- 
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able by the factors of current and voltage theniHolves, so that, in 
order to check the direct reading of a wattmeter, the alternating- 
current circuit power factor must be read also. This method of 
checking is not valuable because it introduces so many instru- 
ment errors, errors of reading, etc., that no great dependence may 
be put in the final product. More especially ia this true when 
we reach polyphase circuits, by which method the great bulk of 
power is handled. 

The wattmeter' consists of two coils, a current coil and a 
potential coil, inductively related, a pointer being carried by the 
moving element (which is the potential coil). The motion of the 
pointer is opposed by a spring. A high non-inductive resistance 
is necessary in the circuit of the potential coil, being assembled 
as a part of the meter. In the watt-hour meter, the motion of 
the coil is opposed, not by a spring, but by a disc placed in a 
permanent magnetic field, the motion of which disc through the 
field generates eddy currents tending to limit the speed of rota- 
tion. The moving coil must lie changed in detail of construction 
BO that its motion does not take it out of the inductive relation 
with the series coil. This gives the moving element the nature 
of an armature with commutator. The number of revolutions 
is counted upon dials, the dial reading multiplied by some con- 
stant of the meter giving the watt-hour consumption. 

In connecting a wattmeter or a watt-hour meter to a single- 
phase circuit, there are several errors which may separately ap- 
pear in the reading. If the potential coil is connected across load 
and current coil, as in Fig, 252, the power read by the wattmeter 
will be that expended in the load aM the meter as the ir drop in 
the current coil is included in the potential difference. If the 
leads running to the meter are long, this may be of considerable 
importance. Some gain in accuracy would be made if the volt- 
meter lead, now connected at B, should be attached at C. Still 

' Unfortunnlflj', there is a geaend looflencea id the use of tenos Hppticd to jwvrer met^m 
BDil energy ou-len. An [[uitrumcnt to measure luiil to indicntc upon t. scute the averaee 
nmount of power being used by a cireuit lAauU ho called a iroUmaer, A meter which 
rceonls the successive values by curve tracing apparatus nhotJd he called a recordino miif> 
fRder, An instniment vhich intccralcsorsunui the^e readings, giving a dial record thersof, 
Junilil be called an inltt/raling tcaamtcr or a uuU-'Uur meleT. But this is not wholly in 
accord with prairtice. Tiie term "wattmeter" ia quite commonly heanl used for the device 
for measuring watt-hours or energy. It is frcquenily qualified by the tertoa " reconlin«.'" 
"indicAtinic" or "inl4^nLting," used intercliaageably. Such a oonfuaioi 
ahould not bo allowed to continue. 
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better would it be to connect it at D. If there is much drop in 
DK due to heavy current the voltmeter lead must be carried back 
to E. This, ill turn, introducea a new error, present when either 
of the points D and E is used. The current in the series coil 
now includes that taken by the potential coil. Generally speak- 
ing, however the connection at E h to be preferred, introducing 




"1 

i-oU 



Flo. 23.1. — .SinHle-pKime wattmeter 

a leaser error than any of the other connections shown. Figure 
25;i gives, therefore, the recommended conditions. 

When polyphase circuits are to be metered, the simplest (and 
least frequently met) condition is the balanced load. When 
this condition exists in three-phase work, the measurement of 



I 



Flo. 2M. — i>ing]e-pliBTC wattmetflr on thne-pbue Y^ireuit. 

power in one line or leg will give one-third of the total power 
developed. To measure this, the current coil of the meter carries 
line current and the potential coil is placed across line- to-neutral 
(Fig. 254) If the load is not of such a nature as will give a 
neutral point, a polyphase star connection of resistances can be 
supplied in order to present a true neutral point. The arrange- 
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incnt is shown in Fig. 255 where R,R,R, are the atar connected 
resLstances, very accurately balanced in values. 

The balanced A condition may also be metered by the use of 
one meter and without the carefully adjusted three-phase resist- 
ance or reactance, provided a neutral tap is taken from one of 
the transformers. A meter connected as shown in Fig. 25G will 
i-ead one-half oi the entire load. 




Fio. 266,— SingU-phaae 



When the load is unbalanced in any respect the foregoing 
method is insufficient. The total load cannot be estimated from 
_ this single-meter reading, but at least two meters need to be 
installed, if load is to be read by single-phase meters, or they may 
be replaced by a single polyphase meter. To install two single- 
phase meters so that the algebraic sum of their readings may 
equal the total load connections should be made as shown in 




Flo. 2S8. — Single-phiwe wntUneter 



Fig. 257. AVith unbalanced load, or with balanced load and 
power factor less than unity, the readings of the two meters will 
not be similar. This is due to the fact that the voltage across 
each potential coil is not in phase with the current in the same 
meter even at unity power factor and with change of phase 
relations, displacement increases in one instrument and decreases 
in the other. The displacement may become sufficiently gre&t 
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in one meter to reverse its direction of awing, in which case the 
larger reading is positive and the smaller is negative. There are 
two methods of recognizing this condition of dissimilarity of 
sign of the two quantities. When it is suspected that the power 
factor is low enough to effect this result, line number one may be 
opened, running the load as single phase. If meter reading B 
increases, it implies that meter A was indicating positive load. 
If reading B decreases, A was negative. 

There are occasions, however, when it is not advisable to open 
one of the phases. In such a case the above test may be avoided 




Fin, 267.— Two ! 

by an equally simple one. The potential line (X) of one of the 
meters (A) running to the common line (2) is disconnected from 
that point and connected to the other outer line (3). If either 
meter was negative, the reconnected meter will reverse. Then, 
as before, the true power reading is obtained by taking the 
numerical difference between the two original readings. 

\Vhere the power is being read, this is quite satisfactory because 
indicating meters may be reversed in connection and left thus. 
Where energy is being read upon a varying load, the watt-hour 
meter must be as accurate when running backward as when 
running foiTvard. It should, likewise, be accurate at light load 
and at overload. These conditions can be only approximated. 
It is, therefore, generally more satisfactory to combine the two 
meters into a single one, where the torques are in the same 
direction if signs are alike but are in opposite direction if signs 
differ. This is the much used polyphase wall-hour meler. It 
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may also be replaced by three single-phai^c watt-hour meters, 
each metering one phase. 

Calibration and maintenance of meters ia one of the very 
important items of operation, because an inaccuracy in the 
registration may very easily counterbalance numerous econo- 
mica undertake:! in the boiler-room, the generator-room, etc. 
Every installation should, therefore, be made with a view to the 
necessity of frequent and accurate calibrations of meters with a 
minimum expenditure of time and money. This is a process in 
which the single-phase instrument has the advantage over 
the polyphase instrument. The former may be interchanged, 
connected in series, etc., being tested, thus, at the same time 
and furnishing handy checks upon each other. 

Where meter terminals may be connected directly to the cir- 
cuits to be metered, more accurate readings may be obtained 
than in the case of very heavy currents or very high voltages. 



Cm 



Fio. 26S. — Watlmeler with trnuafannen. 

In the latter circumstances, there are two possible methods of 
measurement depending upon the magnitude of the reduction 
necessary. 

If a moderate reduction of voltage is sufficient, a multiplier 
may be used inserics with the potential coil, A similar reduction 
In current may be obtained by use of a shunt. These processes 
are not so accurate as the direct method but are still within the 
limits of very small errors. 

When a considerable i-eduction becomes necessary, the poten- 
tial irnnnfonner and the ciirrenl triinnfiirmer (series transformer) 
are used. The former consists nf a transformer of a large number 
of turns taking very inw current. The primary is connected 
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across the lines,- Fig, 258, the secondary being lead to the poten- 
tial coil of the meter. An error is introduced here, by a certain 
amount of phase displacement due to the fact that the secondary 
voltage is not exactly 180 degrees from the primary voltage. 
Leakage flux, resistance drop and reactance drop vary with 
varying voltage and current and hence cannot be entirely com- 
pensated for. 

The current transformer is built with few turns in order to 
introduce low voltage drop in the line. Its primary is connected 
directly in series with one of the mains. Fig. 258, the secondary 
leading to the meter current coil. This transformer also intro- 
duces errors due to phase displacement and variable ratio. The 
exciting current of the primary has no corresponding component 
in the secondary. 

Xo transformer has perfect regulation and it is, therefore, 
impossible to correct for these variables except at some pre- 
determined point in the load condition. 

Frequency Meters. — There arc several methods of measuring 
the frequency of current or voltage waves. One of these em- 
ploys a synchronous motor and a speed counter. This will give 
the average frequency over the time speed is read. 

Another type places in opposition two coils of different imped- 
ance characteristics. These impedances will vary in quantitative 
and relative values as the frequency changes. The coils may be 
connected to oppose each other, the pointer being displaced by 
an amount coiTcaponding to that frequency, i.e., that relative 
value of impedances. Calibration is made and scale reading is 
taken directly in cycles per second. Wave form will affect the 
reading, hence, the instrument will need to be calibrated upon 
the same form of wave as that upon which it is to be used. 

Another and better type depends upon the principle of 
mechanical resonance. Numerous reeds are as,sembled together, 
making a comb-shaped rack. Each reed has a particular vibra- 
tion period corresponding to one value in the range to be covered 
by the instrument, as, for example, 55, 5(), 57, . . . (X), , . . 
63, (i4, etc. An electromagnet receives energy from the circuit, 
producing an alternating field. The reed which has the same 
periodicity as the field will receive impulses synchronous with its 
swing and will vibrate through a wide angle. The scale reading 
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opposite thia reed then gives the frequency of the circuit. The 
Bimplicity and reliability of thia instrument are conimendablo. 

Synchronism Indicators. — Aside from the use of lamps, there 
are various devices used to indicate when two pieces. of apparatus 
are in synchronism. The result obtained includes more thaa 
that reached by lamps alone, for, with the use of the latter, the 
only information secured is that, when the lamps flicker, the 
machines are out of synchronism, in one direction or the other, 
the rapidity of the flicker indicating a measure of the speed 
difference. Changing speed of one of the macliinea and noting 
the results will determine which machine is fast and wliich is 
slow. 

The ends to be attained by any indicator include 

1. Indication of synchronism or relative frequencies, including 
direction of difTercnce in speed. 

2. Indication of phase relations, including direction of dis- 
placement and also phase rotation. 

3. Indication of approximate voltage relations, at least, 
cloaely enough to permit throwing machines into parallel. 

These points may be reached by the use of a phase-splitting 
device feeding the two coils placed upon an armature at right 
angles to each other. The armature circuits are excited from 
one phase of the machine being started. The field in which this 
armature is placed is excited by current from the bus bars. 
With this condition {the Lincoln synchronizer) the armature 
tends to revolve at such a speed that its magnetism is synchron- 
ous with that of the field reversals. This rotation is in one 
direction or the other, depending upon which magnetism reverses 
most rapidly. Hence, direction of rotation will show whether 
the machine ia too high or too low in speed; the speed of rotation 
of a pointer attached to the armature will show how much 
different the frequencies are. Moreover, when the pointer cornea 
to rest, if properly attached to the armature, it will show how 
much out of phase the two waves are, as they are running in 
synchronism. 

Phase indicators will give the power factor of a sj'stem when 
there is no unbalancing of the load and when wave forma are not 
distorted, as they aic in an arc circuit. Otherwise, they give 
only the ph;isc relation. 
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The circuits of the instrument provide series coils and a shunt 
coil. The series coils are so arranged that they produce a rotat- 
ing field. The shunt coil, being arranged to produce only an 
oscillating field, will tend to set itself in position such that its 
axis coincides with the direction that the rotating field has at the 
time of maximum shunt-coil field strength. The scale reading 
may be suitably prepared to read either angular displacement or 
power factor on undistorted systems. 

Effective Value and Scale of Curves. — When a curve of voltage, 
etc., is obtained by reading successive values it may become 
necessary to calculate the effective value. Upon the other hand, 
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Fio. 259. — Deleiminalkiii of scale of curve. 

when a curve is traced by oscillograph and an effective reading 
is taken by meter, it ia necessary to estimate the scale to which 
the cuive is drawn. These two processes are, in part, the reverse 
of each other and a solution of one will illustrate both. 

Taking a given curve, to calculate the scale, we will use the 
curves A and B shown in Fig. 250, and the meter readings 14 
amperes and 14.5 amperes respectively. The two cui-ves A and 
B are oscillograms of the unbalanced currents existing in the 
two sides of a three-wire generator armature running under 
balanced load but with unequal resistances in the armature 
windings. This happens to he an abnormal condition but it 
will serve our pui-poso, nevcrtlieless. 

.\ scale is assumed and readings of the curve are taken In the 
assumed units at equal intervals for one complete cycle of this 
curve because there is no negative loop equivalent to the positive 
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loop. The scale is shown in the figure and the number of read- 
ings taken to cover the one cycle is 32. Ordinarily, it may be 
well to space these readings by 10 degrees, or some other integer. 
These readings are tabulated in the Table XXXVI for both 
curves A and B. In each case, the column marked y is the read- 
ing, to assumed scale. This value is squared and placed in a 
new column. The average values of the yH are taken, giving 
respectively : 

Avg. 2/^^ =2.32, 
Avg. y'fl= 1.443. 
Whence 

V mean square X = 1 . 149 divisions, 
Vmean square if =1.202 divisions, 
or 

Effective A = 1 .149 diviaiona = 14 amperes. 
Effective ii = 1 . 202 divisions =14.5 amperes. 
Hence 

Curve A , one division =12.19 amperes, 

Curve B, one division =12.00 amperes. 

This gives us a means of calculating the instantaneous values 

of current for the entire sweeps of the curves and final columns 

are added showing these instantaneous values in amperes. 

The reverse of this process should be employed when the meter 
reading is not obtainable, but upon the oscillogram of the wave 
to be studied there is determined a scale by means of a known 
direct current. In this case, the instantaneous values are read 
in amperes and the effective value calculated therefrom. 

Curve Analysis. — When an alternating or pulsating periodic 
wave is given it has been shown by Fourier that the wave may be 
represented by a scries, 

Y =H„ + a, cos +((, cos 2fl +a, cos 3(J + . . . 
+ b, sin 6 +bj sin 20 +6, sin 35 + . . . 
If the positive area enclosed e(|uals the negative area enclosed, 
i.e., if the wave is altcnuitiiiji as against pidsathig and averages 
zero, the term n„ disappeai's. 

If tlip sequence of positive instantaneous values is duplicated 
by the sequence of negative values — i.e., if the rectified negative 
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l.U 


1/2(1.00) 


12.06 


-1,4 


1/2(1.96) 


-17.07 


1 


3.3 


10.89 


39.8 


-1,0 


1.00 


-12.19 


2 


2.3 


5.29 


27.75 


-0.5 


0.25 


- 6.09 


3 


1.05 


3.80 


23.5 


-0.3 


0,09 


-3.66 


4 


1.7 


2.89 


20.5 


0,0 


0,00 


0.00 


3 


1.5 


2.25 


18.1 


0.2 


0,04 


2.44 


li 


1.5 


2.25 


18.1 


0.35 


0.10 


4.26 


7 


1,35 


1.82 


10.3 


0.5 . 


0.25 


6,09 


8 


1.3 


1.09 


15.67 


0.6 


0.36 


7.31 


fl 


1.3 


1.09 


16.07 


0,8 


0.64 


9.75 


1(1 


1.2 


1.44 


14.47 


0.9 


0.81 


10.96 


a 


1.2 


1.44 


14.47 


1.1 


1.21 


13.4 


12 


1.2 


1.44 


14.47 


1.25 


1.56 


15.22 


13 


1.05 


1.10 


12,67 


1.35 


1.82 


16.45 


14 


1.0 


1.00 


12.00 


1.45 


2.11 


17.67 


15 


0.0 


0.81 


10.84 


1,45 


2.11 


17.67 


lb 


0.95 


0.91 


11.45 


1,55 


2.40 


18.9 


17 


0.85 


0.72 


10,24 


1.7 


2.89 


20.72 


18 


0.8 


0.64 


9. ((5 


1,65 


2.72 


20.1 


10 


0.8 


0.64 


9.65 


1,75 


3.06 


21.34 


20 


0.75 


0.5B 


9.05 


1.85 


3.42 


22.55 


21 


0.7 


0,49 


8,44 


1,95 


3.80 


23.76 


22 


0.65 


0.42 


7.84 


2,00 


4.00 


24.38 


23 


0.55 


0.31 


0.63 


2.05 


4.10 


25.0 


24 


0.5 


0.25 


0.03 


2.1 


4.41 


25.6 


25 


0.4 


0.16 


4.82 


2,1 


4.41 


25.6 


26 


0.3 


0.09 


3.02 


2.05 


4.10 


25.0 


27 


0.2 


O.Ol 


1.41 


2.05 


4,10 


25.0 


28 


0.1 


0.01 


1.21 


2.05 


4,10 


25.0 


29 


0.1 


0.01 


1.21 


2.0 


4,00 


24.38 


30 


-0.1 


0.01 


- 1,21 


2.05 


4.10 


25.0 


31 


-0.2 


0.04 


- 2,41 


2.1 


4,41 


25.6 


32 


1.0 


1/2(1.00) 
32)40. 10 

■.305,1 


12.06 


-1.4 


1/2(1.96) 

32)74.37 

2.32" 

1.15» 


17.07 
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wave repeats the positive wave — the even harmonics disappear, 
and the equation is made up of only the odd harmonica, funda- 
mental, third, fifth, seventh harmonics, etc. 

It follows from this that, ae nearly all ordinary waves are of 
this latter form, we may represent ordinary current waves or 
voltage waves by equations of the form 

y = a, cos 6 +at cos 3ff +a^ cos 5^4-- - - ^-1Jl,^.I eos 
(2n+l)fl+ . . . 

+ &, sin +6, sin 35 +6, sin 5fl + . . . +(i,„^i.Hin 
(2n+l)^ + . . . . 
In this equation 

a,„4-, is the maximum value of the cosine component of the 
(2n + l)th harmonic, 

6,„^, is the maximum value of the sine component of the same 
harmonic, 

Va2B+i+&2ii+i=™»''imum value of (2Ti4-l)th harmonic, 
}v^v'ai„+i+62„+i=effective value of (2«+l)th harmonic. 

Moreover, the effective value of the total wave is found by 
taking the square root of the sum of the squares of all harmonics. 

Any given periodic wave may be analyzed and an approxi- 
mate numerical equation may be developed for it, the degree of 
accuracy depending upon the accuracy of measurement of read- 
ings taken from the curve and also upon the number of harmonics 
considered. One process of determining the values of the coeffi- 
cients of the terms in the general equation will be outlined 
although the development of the method and its proof will be 
omitted. 

The curve is divided by equally spaced ordinates, say 10 
degrees apart, and the ordinates read at these points. To find 
the fundamental wave these successive readings are multiplied 
by the values of cos 9 and sin corresponding thereto. 

It is convenient to prepare this in tabular form arranging data 
in columns as derived, thus: 

y, cos^ sin 5 y, coa (? y, ainff 

1. 00 0.0 0.00 0.00 

10 1.1 0.9848 0,1737 1.08 0.19 

20 2.2 0.9397 0.3420 2.06 0.75 
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The avprafto viUup of i/, cds li cqunla one-hnlf the value of n,, 
lipncc 

rt, =2 fivg.O/, coH W). 
Similarly, 

. 6, =2 avg,(y, sin ff). 
The funiiamental wave is represented by 

V^,'+6,'=inaximum value. 
Jv 2 Va,' +6, '—effective value. 
The values of a, and 6, found are expressed in the same units aa 
are the readings y^ and, hence, are not, generally speaking, in 
amperes or volts, but are in mm., etc. The scale of the curve is 
yet to be determined. 

Although it is not necessary to do so, it is well to take from the 
complete irregular wave the fundamental component just found 
before proceeding to find the next harmonics (Table XXXVII). 
This will be done by subtracting from the successive values of 
y, the products a, coa 8 and 6, sin 6. 
Calling this difference i/„ we have 

3/,=j/,-(a, cos (? +fr, sin (7)=y,-/(ff,). 
To estimate the third harmonic, the preceding process is 
repeated except that the products now taken are y, cos 3C and 
y, sin 3 0, after which the equations hold 
0,-2 avg. (y, cos Zff) 
6,=2avg. (j/, sin St?) 
/((?,)-a, cos 3(9+6, sin 35, the third harmonic. 
Va,'+6,' = maximum value of third harmon 
)V 2\/ns' +6j'=efTective value of third harmonic. 

■^iy(^2i.+ i)=tot*l value of determined components. 

=/(»,) +/(».)■ 

yi = y3~f(.^t), harmonics, fifth and higher. 

The process may be continued for the solution of the fifth 
harmonics, etc., provided the curve represented by y^ is large 
enough to warrant it. In order to make a concrete case of this 
process, a tabular form is attached in which a given wave, j/,, is 
analyzed for fundamental, third and fifth harmonics, and the 
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remainder includinf: harmonira of the seventh order and above 
are cdiisideied negligible because the total effeetive value 
thereof is slight (about 2 per cent, of the given wave) . Curves are 
given showing the accuracy attained by the successive approxi- 
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Flo. 260. — Curve annlyw ■howinc finl appioxiinatkin uid renuindu'. 
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Fio. 261. — (.'urve aDslyBb ihowing wcood approiiioatioD and lemunder. 

mations (Figs. 260, 261, 262). It will be seen from the data 
given that the effective values of the auccesaive curves are 

3.63 =efrective value of /{i?)i. 

3.66 ^effective value of ?,y{fl2B+i). 

3.66+ = effective value of 2iVCC2>.+ i)- 
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= effpctive value of nriRinal curvi 



0,08- =effective value of 2j"/((?j„^.,), the part 
neglected. 
If, then, the meter reading corresponding to the above wave it 
180 amperes, the scale becomes 
1 division =49 amperes. 
/(fl,) =178 amperes. 

^lYC^ax+i) =179.4 amperes. 
^iY(^2>,+ i) =179.5 amperes. 
=^r*/{''2«+i) =3.92 amperes. 




\ti approxinution uid renuiiuler. 



The equations are 

Fundamental, /(tf,) =0.296 cos ff + 5.138intf. 

Third harmonic, /{tf,) = -0.497 cos 3fl +0.401 sin 3/?. 

Fifth harmonic, /((?() =0 24 cos 59 + 0.022 sin 50. 
and our approximation to the original wave is the sum of these 
three waves, namely 

j/i =0.29ti cos 0-0.497 cos 3(? + 0.24 cos 56 + 
5.13 sin + 0.401 sin 30 + 0.022 sin 50. 

Cam Tracers and OsdUograpbs. — ^There are numerous forms 
of devices for recording the forms of waves and other varying 
phenomena. Two distinct classes of instruments are found. 
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One, generally spoken of as the curve tracer, requires a point-by- 
point determination of the successive values and is usable only 
when the phenomenon is recurrent. Considerable care is retjuired 
in locating one point upon the curve and this is, therefore, a 
comparatively slow process, but a correspondingly accurate 
determination may be made with suitable devices. 

Another form will record upon photographic film the sequence 
of values passed through as they occur, giving a complete record 
for only a few cycles of the event. This type ia known as the 
oscillograph, the record as the oscillogram. 

It will be seen, at once, that each process has individual 
characteristics making it peculiarly useful in certain fields. 

The point-by-point method may be used with very slight 
expense in laboratory study of wave form and very satisfactory 
results obtained. The record gives an average curve as suc- 
cessive points are taken from distantly removed cycles of the 
phenomenon. 

The oscillogram, on the other hand, might well be termed the 
" indicator card " of the electrical system. Its present usefulnesa 
in the solution of problems is already remarkable, but its availa- 
bility for undertaking new investigations is scarcely appreciated. 
One is inclined to associate it with laboratory practice and the 
manufacturing shop. Here it is recognized as immensely useful. 
One great future development will, undoubtedly, depend upon 
its ability to analyze and locate trouble in the electrical system. 
There is room for a great deal of careful work along these lines. 

The oscillograph consists, essentially, of the following parts: 

Vibrating galvanometer of short oscillation period. 

Light source with optical system. 
Photographic recording device. 

It may likewise include 

Visualizing device, with synchronously driven mir- 
ror and a proper screen. 

Details of these parts and their operation may be secured from 
an interesting article in Trans. A.I.F^E. A'ol. XXIV upon 
"The Oscillograph and Its Uses" by L. T. Robinson, as may also 

much of the histoiy of the apparatus. 
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Examples of Us use nijiy be seen by refernng to a numlKT <)f 
figures. 

Figure 2G3 shows tUe records ubtained upon the field and arma- 
ture circuits of an alternating-current generator. The upper 
curve is for armature current, the lower for field current. When 
running at much reduced voltage (i.e., a low field current) , the 
armature is suddenly short-circuited. The armature current 
builds up to over 3000 amperes and pulsates over a gradually 
decreasing range, finally settling down to a fairly aymmetrical 
wave. Field current, constant before the short-circuit, oscillates 



Plo, 2fla.— Short-rircuit ot gencnilor currying no loud. 

to large vahies due to its inductive relation to the armature 
current. The scale of the alternating armature current is shown 
by an ordinate representing 3000 amperes direct current. The 
scale of the direct field current is shown by a 200-ampere ordinate. 
In Figure 204 an alternator running at part load and reduced 
voltage ia suddenly short-circuited. The alternating current of 
the armature (upper curve) gives place to a high pulsating current 
gradually reducing to low values again. Wave shapes are af- 
fecte<I markedly. The fiehl current (lower curve) shows some 
pulsation to begin with, but is greatly affected by the enormous 
rise in armature current. 



..yLlOO^IC 



428 ELEMENTS OF ELECTRICAL TRANSMISSION. 



FlQ. 264,— Shon-circuit of geDcrsEor orryiDK part load. 



I. 265. — OpeaiDg of oil circuil brealier on nltenutina oumnt. 
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In Fig, 265 the lower curve represents an alternating-current 
voltage wave. The circuit supplied is protected by an oil circuit 
breaker. The upper curve shows the current in the circuit when 
a short-circuit occurs, reducing voltage to zero, but allowing it to 
rise again immediately after the breaker opens. It will be noted 
that the circuit opens at the zero point of the current wave. 

When a direct current ia to be studied (Fig. 266) it is well to 
put upon the same record an alternating current of known fre- 
quency to serve as a time scale. Hence in blowing an aluminium 



Pio. afl6.— Blowini 



fuse, a^ is shown, the time element between rise and fall of direct 
current is estimated from the 25-cycle current wave below. 

Figure 207 shows a partial recovery of voltage after a fuse has 
opened the line upon an alternating-current circuit. The upper 
curve is current, the lower curve is voltage. 

Finally (Fig. 268) there is shown a much slower record. The 
test is made upon a (iO-cycle synchronous converter by brinRing ' 
it up to synchronism from the alternuling-ciirroiit end luui later 
closing the field and allowing a considenible field current to flow 
immediately. There result.^ a decided pulsation in the circuit. 
For lesser field currents thia pulsation is lesa marked. It should 
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Fro. 297.— Recovery at fthcnulins-fnimnt voltaic after bloving a [uae. 



Fia. 26S. — PubatioD of synnhnjoous wmverter. 
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be noted that the period of the oscillation is about the time 
required for 32 cycles, that is, a little over half a second. 

Demand Indlcaton. — As will be seen in the consideration of 
different methods of charging for energy, it betomes necessary, in 
connection with some systems, to know what maximum demand 
has been made upon the power supply during a certain specified 
time. To accomplish this we have the Wriyht demand indicator. 
The device consists of a (/-shaped tube terminating in two bulbs, 



a branch tube connecting to one of the legs as shown in Figs. 2f)!) 
and 270. A current-bearing coil surrounds one of these bulba, 
the heat of the energy loss increases the gas pressure in the tube 
and forces the liquid upward in the other tube. An amount of 
liquid overflows into the indicator tube, the quantity depending 
upon the value of the maximum current and the lcnp;th of time 
it lasts. The lag due to the time taken to heat the air is such that 
rapid fluctuations are not taken into account unless they occur 
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frequently enough to increase the air temperature. A current 
value lasting 

a records 90 per cent, of iU value. 
« recorda 97 per cent, of its value. 
40 minutes records 100 per cent, of its value. 

By this characteristic, starting currents, Bhort-circuits, etc., are 
not effective in establishing the basis of payment for energy. 
The indicator may be calibrated in amperes, in which case the 
reading indicates that part of maximum current which haa 
existed for one of the specified periods during tlie whole time 
since the meter was last adjusted by emptying the overflow back 
into the U tube. The resetting is done by simply tilting the 
tube. 

The indicator is used upon alternating-current or direct-current 
circuits interchangeably up to the sizes where shunts or trans- 
formere become necessary. When such additions are required 
owing to the high alternating-current voltage or to large values 
of current, the two types become independent. 

Rates. — There are four fundamentally different methods of 
determining the rates of payment for electrical energy, namely; 

1. Flat rate. 

2. Meter rates. 

3. Segregated rates. 

4. Load factor rates. 

The fint rate is a fixed charge for service, regardless of the 
number of hours per day load is taken, or its exact amount. It 
may be illustrated by the charge made to a city of (say) $85.00 
per lamp per year for street arc lighting. 

Meter rates may be of various kinds. One simple method is a 
uniform rate for all energy consumption as indicated by the meter 
reading. Another scheme which presents better features is the 
two-rate meter, where a special device is required to record what 
part of the consumption occurred at "peak" hours and what 
part occurred at "valley" hours of the total load. Charge is 
then made at the higher rate for the energy used when the plant 
was carrying its heavy peak load. If it is practicable for an 
industry to use its maximum power during the "valley" hours of 
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the power company's load, it can do so to the mutual advantage 
of itself and the power company. 

Segregation of charges is accomplished by separation of 
expenses for power production and distribution. The Hopldnson. 
system makes one charge based upon the load capacity of the con- 
sumer's circuit and a second charge upon registered consumption. 
The idea is that each customer should pay for the privilege of 
service in proportion to that amount which he may at any time 
secure, while the method of computing the whole charge should 
allow of reduction if no such consumption takes place. 

The Doherty system divides the charge into three parte, for 
service, demand, and energy. A fixed sum is charged, for estab- 
lishing and maintaining service connections; the maximum 
demand is the basis for the second charge and is generally based 
upon the number of lamps, etc., installed; the third part of the 
charge is based upon actual consumption. 

Still more analytical methods of charging are poaaihle, how- 
ever, by studying the load factor of individual consumers and the 
load factor of the system. In this scheme, the general attempt 
is made to carry much further the two-meter method, accomplish- 
ing the result by various devices. The demand indicator, 
previously described, records the maximum demand made 
upon the system, and charge may be made accordingly. This 
contemplates only the load factor of the consumer's circuit, and 
is, hence, faulty in principle because the relation between the 
consumer's load variations and the load variations of the system 
is of prime importance. For example, a distributor can ill 
afford to add to his regular load a circuit with poor load factor 
if the peak epoch thereof coincides with the peak epoch of his 
already overloaded system. He can, however, very well afford 
to take this additional load if the peak helps to fill his valley. 
It is, therefore, of considerable importance to him to know, not 
only the amount of the maximum demand, but also the customer's 
■whole load characteristic including the time at which certain 
loads occur. For this reason, instruments are installed in some 
Bystems which record at suitable intervals the power supplied 
to the consumer. 

It i.*) the case, however, that, when the hmd upon the whole 
system is nearest to the capacity of the system, cost of operation 
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is a minimum. When running under minimum load cost of 
production is a maximum. Hence, any difference of charge con- 
templating a low rate in the "valley" region of the system will 
give the anomalous condition of a smaller price for the more 
expensive product. This practice is, nevertheless, defensible 
upon the ground that extra inducement is offered to fill up the 
valley and to lower the peak, thus lowering the average cost of 
production. That is, the effect upon price of production is 
beneficial when a load is added whose load factor is the opposite 
to that of the system. What is of prime importance is, not that 
the load factor of the minor circuit is poor, but, that its effect 
upon the load factor of the system is beneficial. 
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Fio. 271. — Contract rata curve lot powe 



Added to all of the foregoing primary systems of charge dis- 
counts may be introduced. One method is to determine the 
amount of discount with reference to the load factor of the 
customer, i.e., the ratio of average load to connected load. 
Again discounts may be allowed for excess energy consumption 
above a specified amount. Another way of accomplishing this 
same result is to give a curve of rates plotting the price in cents 
per kilowatt-hour against kilowatt-hour consumption for the 
month. This becomes practicable for a motor installation where 
it is impracticable for a lighting load. Such a curve is shown in 
Fig. 271. For large users of power the rates may take the 
tabular form given in Table XXXVIII. 

.\gain the charge may be complicated by a combination of 
several of the above features and by an additional cash discount. 
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A Dolicrty rate thua aiipplomented may read thus: 

i'irat charge $ 9.00 per customer. 

Second charge 24.00 per horse-power \ict ycur. 

Third charge 0. 03 per kilowatt hour. 

DiucuuDt for cash 10 per cent. 

Table XXXVIIL — Contract Rates for Electrical Energy. 

Itungc within which Price in centa per kilo- 1 IMce in cents per kilo- 

fallri the conaump- I watt hour up to watt hour for exccuH 

Uon in kilowatt lower limit of kilo- I over lower limit of 

hours. watt-bour range. kilowatt-hour range. 



2000- 3000 

3000- 5000 

5000- 10000 

10000- 20000 

20000- 40000 

40000- 80000 
80000-150000 
15000!)- 
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CHAPTER XIII. 

LINE PHEHOBtENA. 

loductance aad Capacity. — From the formuke derived in an 
earlier chapter we may calculate the values of L and C for a mile 
of any given transmission line if we have the distances between 
wires and wire diameters. It may, however, be the case that 
early in the stage of development these distances are not known, 
yet approximate values of inductance and capacity are desired 
in order to estimate the reactance. If the values of L and C 
are calculated for rather widely varying sets of conditions, we 
get such values as are shown in Table XXXIX, where the inter- 
axial distances are taken as 4S and 144 inches and the diameters 
of wires are 0.325, 0.500 and 1.000 inch. It will be seen that 





TABLE XXXIX 












48 inches. 




144 


nches. 




2, i 


L, mh. C, mf. ' 


L, mh. 




C,mf. 




0.325 1 


1.83 0.0156 


2-18 




0.0133 




0,500 


1.69 0.0169 


2.04 




0.0140 




1,000 


1.47 0.0195 


1.82 




0.0157 





the range covei-ed bj- L, with a change in intcraxial distance from 
48 to 144 inches and from the largest wire given to the smallest 
one, is only from 1,47 millihenrys per mile to 2. IS milUhenrys 
per mile. Generally, it would be safe as an approximation to uste 
an average value of about 1 . 80 millihenrys per mile. Similarly, 
for C an approximate value of 0.0100 microfarads per mile may 
he used without serious error. 

Where L is known (perhaps by measurement) C may be calcu- 
lated although the spacings, etc., are not given, if length of line is 
known. This would be done by use of the two fundamental 
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formula' for natural frt'queiuy for the lino and for resonance 

rondition. 



I 
2?r/,Z. = „ - , resonance condition. 

Whence 

47000 1 

or 

<^ = 2.(47i5i0).L = ''"<«'->L-'"'^'- 
= 13.9- microfarads. 

OadlUtlons and Surges. — When a line containing series induc- 
tance, capacity and resistance is allowed to reach stable running 
conditions, it is readily seen that at the instant when current is 
a maximum, the magnetic interlinkage is a maximum, and the 
charging current is maximum. This means that the storage of 
inductive energy is a maximum but condensers are not charged 
and capacity energy is zero. When the cycle has progressed to 
the point where condensers are fully charged, current becomes 
zero and the magnetically stored energy is zero. That is, when 
capacity storage is greatest, inductive storage is the least and con- 
trawise. We have, in such a system, therefore, the possibilities 
of an oscillation of stored energy from one condition to the other, 
if it is once started. 

The energy stored inductively is measured by the expression 
i'L/2; the energy stored in capacity is e*C/2. In order to make 
possible the surging back and forth of any considerable quantity 
of energy both of these expressions must be large. Large 
capacities are not common but high voltages are common and 
taken in conjunction with moderate capacities, may give con- 
siderable energy storage. Large currents and high inductances 
are both common. The long-distance transmission line presents 
one group of conditions which subjects it to the likelihood of this 
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trouble. The underground cable system, having lower voltage 
but higher capacity, also furnishes a field for such disturbances. 
If the oscillatory exchange is of rapid action, it is generally 
spoken of as an oscillation. With low frequency, especially, of 
heavy-power exchange, the term surge is used. The frequency 
of the oscillation is determined by the constants of that portion 
of the total circuit which is affected. It is the natural frequency 
of this circuit and is shown by 

provided inductance and capacity are concentrated and not 
distributed. Resistance in the circuit is the toll gatherer, inas- 
much as the transfer of energy from one form to the other 
involves the flow of current and introduces i'r losses. So also 
are losses effected by the core loss in any iron-cored member of 
the circuit. The ratio of these losses to the total energy surging 
back and forth determines the length of time the surge will last. 
In fact, the dampening effect of resistance may be so great that 
the surge or oscillation is impossible and only a dying out is per- 
mitted. This gradual discharge would then be accomplished 
along a logarithmic curve. The critical point is when 

r' = ixx„ 

r = resistance of circuit, 
where x =inductive reactance of circuit, 

Xc = capacity reactance of circuit. 
We have, then, the conditions 

T*<4xXc, giving oscillatory discharge, 

r^>4xXc, giving logarithmic discharge. 
Naturally the term 4:^^ may be replaced by its equivalent iL/C. 
Referring again to the expression of frequency of the oscilla- 
tion, it is readily recognized that, in order to have a low-frequency 
surge, the values of inductance and capacity must be high. 
This condition would likewise introduce the dangerous state of 
affairs of large reservoirs of energy. A low-frequency surge is 
correspondingly destructive. The conditions are not easily 
obtainable except in connection with transformer-fed cable 
systems, because the ordinary aerial line has much less capacity 
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than has the cable line, Xevertheless, with the high voltages 
of to-day, oscillations of energy may occur at higher frequencies 
with quite destructive effects. 

Nothing has yet been said of how these oscillations or loga- 
rithmic discharges are to originate. To state this briefly is to 
say that any change of circuit conditions leaves these quantities' 
of stored energy in an unbalanced relation to each other. The 
adjustment of these relations gives the phenomena we are speak- 
ing of and its duration ia generally limited. In by far the largest 
number of normal operations the transient phenomena accom- 
panying some regular or accidental step in the process are negli- 
gible or of minor importance. But frequently their presence may 
need to be recognized and taken into account in design of appa- 
ratus or manipulation of circuits. Again, there are conditions 
where the transient term is large and periodic, with a period 
flhorter than the time required for its disappearance and, hence, 
it becomes of paramount importance. This last case is well 
illustrated in the field current of a generator controlled by a 
" Tirrill " regulator. Probably the most serious disturbance upon 
a line will occur when a short-circuit is interrupted. . 

As an instance of what may occur under abnormal conditions 
to set up disturbances, the case- of an unstable ground connection 
upon a line of considerable capacity and inductance is a clear 
illustration. The point in question is at a high potential above 
ground until the breakdown of insulation occurs. The potential 
between the two is immediately reduced from this high value to 
zero. The electrostatic distribution is changed, as is also the 
electromagnetic effect. But as soon as voltage to ground falls 
below a certain point the poor connection may break the arc. 
Immediately the potential of the line rises and the conditions 
attempt to become normal. The rise in voltage causes a new 
breakdown and the disturbance continues. 

This trouble can almost ruin a cable system, which may be 
considered peculiarly Uable to it. 

Switching. — There are at least four cases of switching under 
ordinary circumstances which arc of prime interest from the 
standpoint of operative trouble. These arc 

1. Charging a main line by high potential, 

2. Opening the above line. 
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3. Charging a branrh line. 

4. Opening branch line. 

In the first place, when lines are charged the maximum poten- 
tial reached cannot exceed twice that normally read at the given 
point upon the line. The transient term cannot more than 
double the voltage. Thia will be true of either the main line or 
the branch line. If, therefore, a main line of considerable magni- 
tude is tapped near its extremity by a short branch, the voltage 
in the main line may approximate double potential and thus 
supply an exceasive voltage to the small branch line. This, 
again, may tend to increase above its supply and a greater excess 
of voltage may be reached upon the branch if thus excited during 
the existence of the transient term in the wave of the main line. 
Ordinarily, such rises are much limited by losses, etc., and never 
reach double values. The cases 1 and 3 need not be considered 
as presenting serious liability to trouble. 

Opening a line may be just as simple an operation as closing 
it, or it may give rise to trouble. This depends upon the current 
ruptured and the point upon current curve where the break 
occurs. An oil circuit breaker opens the line at the zero point 
on the wave and causes no disturbance. If the line is opened by 
an arcing across the switch clips, as in open air, there is great 
danger of setting up a cumulative oscillation which will destroy 
insulation or apparatus. Switching troubles are most apt to 
occur in that portion of a circuit in which there is considerable 
inductive reactance and low capacity. If the energy storage 
is large we have: 

~- = - = large quantity. 

Hence, if jj is large, i is moderate and C is small, e must be large. 
This causes extreme potential rises. Difficulties are more apt. 
to arise with transformers and reactive coDs than with trans- 
mission lines or cable systems. 

Because of these tendencies, low-voltage switching b practised 
wherever feasible, the circuits being closed or opened upon the 
low-potential side of the transformer. 

-■Vnother source of danger is in handling idle lines. If a line is 
cut off from generator and load by opening at the point of zero 
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current, the whole of the energy stored therein is present in the 
electrostatic charge of the line to high potential against gnuind. 
The line is idle but not dead and it wilt discharge to ground 
through the body of anyone touching it. It is, therefore, always 
preferable to ground idle lines before handling them. 

Wave Length. — As the electrical impulse travels 188,000 milea 
per second (in air or along aerial lines, though not in cables or 
machines), the statement that a certain circuit receives current 
at 60 cycles per second determines for us the wave length or the 
space covered by one wave. It will be 188,000 + 60 = 3133 miles 
from crest to crest. Hence a line 3133 miles long will be receiving 
a 60-cycle current at one end and supplying it to the load at the 
other end one cycle behind time. The generator end of a liiie 
one-quarter as long, 784 miles, will be at zero potential in its 
wave when the receiver is at maximum potential. For a 26- 
cycle circuit, the wave is 7520 miles in length and the quarter 
wave is 1880 miles long. 

When we deal with the more rapid changes such as occur in- 
the current in a telephone circuit, the wave length becomes 
much shorter. These waves are very complex and the higher 
harmonies are very important to the clear vocalization. Con- 
sidering, then, one of the harmonics of a frequency about 3000 
cycles per second, we find that its wave length is only about 62 , 6 
miles. - That is, a telephone line 65 miles long would "contain" 
a complete wave of this harmonic at any given instant. 

In a transmission line of quarter wave length, Steinmetz haa 
shown that with a constant potential supply, the circuit tends to 
regulate for a constant current load and vice versa. This means 
that with constant potential supply, the rise in terminal voltage 
at the receiver end of the line will be great for open circuit. 
The tendency in this direction is present in even shorter Unes if 
they are long enough to approximate the quarter wave condition, 
and, hence, long transmission lines are liable to give poor regula- 
tion characteristics and poor operation conditions for synchron- 
ous apparatus. 

Waves. — The building up of voltage due to certain relations 
between wave length and hne length may be likened to the 
addition of reflected waves to the primary waves. In fact, the 
mathematical expressions for the conditions existing in a circuit 
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ot'fur in tlic exact form for a wave nnd its reflection from tlie end 
of the circuit. If, then, the interrelation of lengttis is at the 
critit^al point, the rise is theoretically infinite. This critical 
point is the quarter wave length for the line. 

To carry the illustration farther, if a line branches into numer- 
ous circuits, each one will have a reflection condition of its own 
and the main line will add all of these reflected components. 
At each branching point or change in line characteristics a 
partial reflection occurs, as does also a partial transmission. 
The transmitted component is not necessarily in exact phase with 
the received wave because the reflected component has been 
subtracted. The analogy of reflection, therefore, necessitates as 
a corollary the concept of refraction. 

The phenomena occurring in & fixed circuit, however varied its 
local characteristics and however much it branches, must be 
distinguished from those occurring due to changes in circuit 
conditions. We have already pointed out that in the case of the 
latter, the frequency is determined by the quantities L and C 
and the duration of the disturbance depends upon r. In fixed 
circuits, however, the impressed voltage is the variable and the 
phenomena depend upon its change, that is, upon its frequency, 
wave-shape, etc. Certain conditions of circuits give peculiar 
resultant waves for the combined main wave and reflected wave. 
Taking, for convenience, the sine wave only into account, we will 
consider two of the cases, standing waves and traveling waves. 

The combination of the main wave with the reflected wave 
will give zero points or nodes along the line. When these nodes 
remain stationary, waves likewise remain in a fixed position, 
although varying in value, and we have the standing ware. 
When the resultant zero point does not have a fixed position 
upon the line, the resultant wave is a traveling wave. It and the 
node travel but not at the full velocity of the main wave. The 
direction of travel is away from the source of power supply. 

The standing wave may be represented by a sine wave upon 
the zero axis and will be of such frequency and wave length 
that the transmission line must be a multiple (odd or even) of 
the quarter wave length. That is, the line is one-quarter, one- 
half, two times, . . . the wave length, depending upon circuit 
conditions. This standing wave dies out in one or the other of 
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two ways, (1) decreasing ftccortUng -to simple or coinhincd 
exponential laws or (2) oHcillating tliroufth zero values to niaxiiiia 
and minima that deereaHC according to these simple or combined 
exponential laws. That is, the time component of the mathe- 
matical expression for the standing wave may contain 

(1) Simple or compound negative exponentials in time, or 

(2) A product of negative exponentials and trigonometrical 
functions in time. 




The "attenuation'' or "decrement" factor of a standing wave 
is gpiierallj* greater than zero because the wave is an oscillation 
of storetl energy from one form to the other, and in so exchanging 
conditions the energy storage occui-s with different distribution 
over the quarter wave length unit of line. This passage of energy 
over the lino is accompanied by energy loss, so that the wave 
gradually dies out. To illustrate this, take a line of quarter 
wave length open at the end distant from the generator. Sup- 
pose the generator is suddenly cut off from line and line is 
grounded around it. The electrostatic storage of energy may 
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be shown by one of the numerous possible positions of the voltage 
wave as in Fig. 272. It is inaxinuim at the open enil of the line 
and niinimuni at the gnunided eiiil. But now the electrostatic 
energy is converted into blectromagnetic energy by a discharge of 
this potential by means of current in the line. This current will 
reach a maximum at the grounded end of the hne, and conse- 
quently, BO will the elcctromagpetic energy. That is, the current 
of the line and the electromagnetic energy distribution are shown 
by a second curve in Fig. 272, These two conditions, maximum 
voltage and maximum current, do not occur simultaneously but 
at a time interval corresponding to a quarter cycle. 

Y MAGNITUDE 



Fjq. 273.— ^ThTM ni'orditLDtc rcprcwnlafion of nlondine vave. 

It is seen that the energy stored is differently distrilmted over 
the quarter wave length line for the two conditions of storage, 
as originally stated. Hence, the transfer from one condition to 
the other will dissipate energy and eventually cause the standing 
wave to disappear. 

Perhaps a clearer idea of the standing wave may be acquired 
by using the three coordinates, x, y and z of solid geometry for 
diKtiiiicv, magnilude and time, respectively, as shown in Fig. 273. 
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We may asslime the case of a line open-circuited at the generator 
end (by circuit breaker) and short-circuited at .the other end 
(by grounding). Then the voltage will be great at generator 
end and current zero, while current will be great at the distant 
end and voltage zero. The voltage curve, therefore, is shown by 
the cosine wave upon the i-axis, being maximum at distance 
equal to zero, etc., thus 

e is max. when d = 0, l^; 2i„ . , , 
e is min. when rf = 0.5/„, \.5lg, 2.5io, . . . 
f is zero, when rf = 0.25/„, 0.75Z,, 125/„, . . . 
Time varies in the positive direction of axis z. 

First Case. — Every value of voltage shown upon the cosine 
wave discussed decreases logarithmically as shown by the yz 
curve indicating exactly how the voltage 1 at open end changes. 
Voltage 3 changes similarly from its minimum value to zero at 
infinite time. Voltage 5 is exactly similar to voltage 1 . Voltages 
2, 4 and 6 start at zero and remain there. The topographic map 
upon the time-distance plane shows parallel hollows and ridges 
of depths and heights, respectively, decreasing with passing time. 

Second Case. — The same xy curve obtains at zero time, but 
with pa-ssage of time the voltage 1 oscillates between successively 
decreasing maxima and minima whose crests follow the expo- 
nential curves. Voltage 5 has an identical sequence; voltage 3 
has the corresponding negative sequence; voltages 2, 4 and 6 
continue at zero. Intermediate voltages oscillate between lesser 
maxima and minima following the same law of decrement. The 
topographic ma]) upon the time-distance plane shows a checker- 
board of mountain peaks and basins decreasing in height and 
depth in the direction of increasing time. 

In either case, a section of the surface by a plane parallel to 
the zt/-plane will give a true cosine wave. That is, the space 
distribution is always trigonometric. Any curve shown by a 
section parallel to the yz plane is exponential in the first case, or 
an exponential-trigonometric product, in the second case. In 
standing waves, there is no energy transmis-sion along the line 
through nodal points. 

In tratelini/ vnrcx, there is transmission of energy along the 
line. The travel must be away from the end of the line from 
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which energy was originally supplied, because the reflected wave 
is always smaller than the main wave due to loeaes. 

The simplest ease of the traveling wave is that fur a Hue of 
infinite length and, consequently, having no reflected components. 
Here it becomes the simple sine wave moving at speed of full 
frequency. With an open line of limited length, however, the 
reflected wave will be present and the peculiar result will be 
noted of nodal points with unequal spacing^, duo to the fact that 
the successive cycles of the reflected wave are not of constant 
magnitude and hence combine differently with the main wave. 

Corona.* — It has been found that as parallel conductors are 
subjected to higher and higher voltages, there comes a time when 
the potential reaches such a value that considerable energy 
discharge or leakage occurs between the two conductoi-s. When 
once this value of voltage is attained, the crUical voltage, a con- 
tinued increase in potential is accompanied by a very rapid rise 
in energy loss. As the discharge becomes appreciable, the con- 
ductors are surrounded by a luminous envelope having a bluish 
tinge. The diameter of the envelope increases as the voltage is 
further increased. This phenomena is known as the corona 
iffect. 

It is quite likely that the air surrounding the wire becomes 
conducting and increases the effective diameter of the conductor. 
This is a direct result of reaching high values of potential that the 
strain set up in the space surrounding the conductor is greater 
than the medium will withstand. It is the same phenomenon 
which takes place preceding rupture between needle points of 
a spark gap and, in fact, it presages rupture from line to line. 

As is well known, however, the potential gradient at the surface 
of a conductor depen<ls upon, not oidy the voltage of the line 
and its distance from the return line but also the curvature of 
the surface of the conductor itself. 

It is undoubtedly the ca.se that the breakdown of air as an 
insulator progresses rather slowly at first due to the fact that 
it requires a definite amount of energy to accomplish it. The 
expenditure of this energy in the vicinity of the conductor 

Wfurr Mie A. I. K. IC. K-'pocmHy, altenlion in aJrvrtod ta pnpcniby Ryan (1»04. ISIU. 



..yLlOO^IC 



LINE PHENOMEXA. 447 

Kui'face causes chemical changes in the air and also produces 
heat and light. 

As previously derived, in the discussion of the capacity of a trans- 
mission line, the potential of a particle which moves from thecen- 
ter plane between two parallel conductors (see Fig. 194, Cha]>ter 
\'III) to the surface of one of the conductors, will be expressed by 

This potential is, then, the potential of the conductoii, or the 
difference between its potential and that of the neutral plane, 
which is taken as zero. 

At any intermediate point, as x,, the potential will be 



..^Sld^i^y 



potential gradient, as x, varies, is 




dx, ^ i{d-xy 








dK„ d 
dx,~ ' x,id-x,)' 


1 



If, then, the value of the potential gradient exceeds the poten- 
tial which air will stand, there will be at least partial rupture and 
energy discharge. As the value of x, is limited and can be not 
less than r, and not greater than d—r, the potential gradient 
cannot become infinite, but will be a maximum at these two 
extreme values of i,, that is, at the surface of the conductor. 
With this condition, d is large compared to x and we may write 
dEx,_E I 

'dx, ~ X,' d-r' 
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Or, as X, = r and d is much greater than t, 



dx. 



r log, - 



This 18 the fundamental equation for the corona. However, the 

application of the equation is not very simple, because the 

numerical value of voltage to which this expression must be 

placed equal is not easily obtained with any great degree of 

accuracy. For ordinary conditions of atmosphere at or near sea 

level without such impurities as salt, etc., it is probably safe to 

use for air 70,000 volts per inch. That is, 

E 
70,000= — 

r log, - 



E = voltage to neutral to start corona. 

r ' = radius of conductor in inches, 

d = distance between centers of conductors in inches. 
Calculated from this equation, the critical voltages which may 
not be exceeded without corona losses are tabulated for certain 
combinations of radii of conductor and conductor spacings in 
Table XL. 

Table XL. — Corona Voltages. 





\ d= 












Gage number. 


,\ 


48 in. 


60 m. 


72 in. 


gain. 


120 in. 


144 in. 
45500 


4 


0,1022 


38500 


39900 


41300 


42700 


44100 


3 


0.1147 


42700 


44100 


45500 


47600 


49000 ' 50400 


2 


0.1288 


46900 


49000 


50400 


52500 


54600 


56000 


1 


0.1446 


51800 


53900 


55300 


58100 


60200 


62300 





0.1624 


56700 


59500 


60900 


63700 


65800 


67900 


00 


0.1824 


62300 


65100 


67200 


70700 


72800 


T4900 


000 


0,2048 


68600 


72100 


74200 


77700 


80500 82600 


0000 


2300 


75600 


79100 


81200 


85400 


88900 91700 




0.2500 


81200 


84700 


87500 


91700 


95200 98000 




0,5000 


147000 


147700 


153300 


162400 


168700 174.T00 




i.nooo 


238700 


252000 


2f..32O0 


281400 


2fl.'i4no 


iOGOOO 
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For lower atmospheric pressure, as that at high altitudes, the 
value of the voltage air will stand without rupture must bo 
decreased very materially. This may account for the largo 
differences between values given by different authorities. It 
will even depend upon meteorological conditions from day to day. 
Wave shape will, have its effect upon the critical point, as the 
discharge is evidently dependent upon the maximum value of 
voltage rather than the effective value provided the peak is not 
too sharp. The flat topped wave, therefore, will give less dis- 
charge than a pointed wave of the same effective reading. 

Corona will occur with any medium between the conductors, 
oil, rubber, paper, etc. The material used, however, possessing, 
as it does, a different dielectric strength, will not give the same 
critical point as will air. 

From the foregoing, it is evident that, for the same conduc- 
tivity, aluminium conductors will give a lesser corona discharge 
than will copper at any given potential, because the wire has a 
greater diameter. With increase of line voltages now contem- 
plated, it is very probable that aluminium will be adopted fre- 
quently because of this one advantage. The use of insulated 
or covered conductors is, as yet, important only in underground 
work, but it may affect aerial lines at some future time, as rubber 
has, probably, throe times the dielectric strength of air and oil 
has about twice the value. 

Special applications of compressed air may be made in con- 
nection with insulating bushings, oil switches, etc., as incixtased 
pressure will raise the critical voltage point. 

When a transmission line is running at or near the critical 
voltage, a slight rise in potential will rapidly increase the dis- 
charge to atmosphere. Hence, it has been asserted that a 
lighting disturbance to a line in such a condition of operation 
will not be serious. The increased charge cannot be taken by 
the line which, therefore, cannot transmit the disturbance to the 
power-house or substation. In other words. It is expected that a 
line running near the critical voltage point will be self-protected 
and will need no lightning arresters. Such conditions are being 
tried upon the line of the Grand Rapids and Muskegon Power 
Company, and, so far, no serious trouble has resulted from the 
practice. 
29 
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Aerial system, objections to, 130 
AHoya, reeistance of, 9 
Alternator characteristics, 315 

voltages, 314 
Aluminium, 11 

cell, volt-ampere characteriHtic, 
189 

chdraoteristics of, 14 

comparison with copper, 12 

wire data, 16, 17 
American turbine, 274 
Ammeters, 407 
Amortiaseur windings, 392 
Anchoring trollpy wires, 101 

with catenary supports, 105 
Anchors, 81 
Arc-lighting power factors, 202 

voltage values, 202 
Asbestos, 31 
Attenuation factor, 443 
Auto-transformers, 352 
Auxiliary bus bars, 224 

generators, 231 

Benchboard, 157 
Boiler efficiency, 294 

rating, 204 
Boilers, 293 
liracee, pole, S6 
Brackets for trolley wirps, 103 
Brayton cycle, 307 
Bus bars, 159 

auxiliaiy, 224 

in compartment JS2 

Cable reck, 14S 

Cables, carrvHjfn ..v, 3b 



Calculations for tinee, 251 
Callender solid system, 131 

Cambric, varnished, 26 
Capacity, 239, 43S 

against ground, 243 
of three-phase circuit, 242 
specific inductive, 32 
Carbon dioxide recorder, 293 
Carpenter's formula, 81 
Catenary suspension, 105 

double, 106 
Charging a line, 440 

aluminium cellu, 191 
current, 250 
Cheiy formula, 267 
Choke coils, 184 
Circuit breakers, 160 
Circuits, types of, 198 
Clamp, cable, 103 
Commutating poles, 403 
Commutation and rectification, 371 
Compensating windings, 402 
Compound motors, 401 
Concrete for conduit-laying, 137 

poles, 58 
Condenser, synchronous, 305 
Conductors, 1 

arrangement on cross-arms, 
breaking at insulator, 89 
carrying capacity, 3 
flexible, 21 
inrnginary, 244 
measurement ol, 1 
Btrinpng, 88 
subdivision of, 237 
dondint, clay. 1S3 
fiber, Ul 
radial, 140 
^rlebrol, 149 
^^on-^tan' current system, 199 



10 



/ 



D,„i,i.aL, Google 



452 IXI 

Canstont potential system, 199 
ConstsnU of circuits, 232 
Contractor's duties, 153 
Contract niteH, 435 
Copper ccoDomy, 225 
wire, 4 

cUta on, 7, 8 

tensile strength, 5 
Corona. 446 
Coata, alternators. 314 

direct current generstora, 318 

motor-generaWir wta, 3S0 

prime movers, 305 
Creosote. 50 
Critical voltages, 446 
Cross-arms, 86 

braclti);, 86 

iloul>le, 87 
Curve analysis, 418 

tracers, 42S 
Curves, effective value anil srale, 417 
Cutoutb, 202 

Dams, 282 
Dead-ending, 118 
Decrement factor, 443 
Development of switchlxiard, 155 
DieHel engine, 307 
Direct control, 157 
Discharge mpa.-<urcmcntji, 25!) 
Distribution, 346 

cirouitH, IflK 
Dohcrty system, 433,435 
Double catenary suH)icnKion, I6fi 
Draft tulies, 276 
Dmwing in a cable, 152 
Duties of contractor, 153 

of engineer, 154 
Economizers, 294 
Economy of conductor, 225 
Kiii«on undericround system, 132 
I'^fliciency of altpmators, 313 

of boitere, 2(14 
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o( transformers, 356, 380 

of turbines, 278 
Electrolysis, 153 

Electrolytic lightning arrester, I8)> 
Engineer's duties, 154 
Engines, internal combustion. 304 

steam, 295 
Equation for irregular wave, 425 
Erecting masts, 113 
Erection of towers, 114 
Exciter panel, 180 
Exciters, siie of, 312 

Fccvler calculations, 21G 
comparison of, 217 

connections, 101 

panel, direct current, 1S3 
Feeders, 204 

from auxiliary bus liars, 224 

railway, 221 

with loo)>ed mains, 222 
Feedwater beaters, 294 
Fiber conduit, 141 
Flexibility of interconnect ionK. 173 
Flumes, 267 

"Formlng-up" aluminium celln, 190 
Foundations for towers, 1 12 
Four-cycle engine, 305 
Francis formuls^, 260 

turbine, 274, 277 
Fre<|ucncy changers, 307, 370 
I>aralleling, 308 
ratios of, 367 

effect of, upon current pene- 
tration, 20 

meter, 415 
Friction head, 208 
Fuses, 169 

enclosed, 171 

expulHion, 172 

Gage, B. and R., wit-h certain ap- 
proximations, 3 
Gages, com|iarison of wire, 2 



..yLlOO^IC 



(iapnf! Htre&ms, 250 
ClaWase, turbine, 278 
(iHtes, turhine, 275 
feneration, 237 

Generator panel, sltornuting-ci 
rent, ISl 

direct-current, 183 
GcneratorH, alternating-current, 'S 

direct-current, 317 
Governors, choosing size of, 285 

fluid, 287 

mechanical, 289 

waterwheel, 285 
Grading insulation, 31 
Grounds, 122 

for liKl>t-ning arreateni, 184 
Ground wires, 121 
Guards, 123 
Gutta-percha, 30 
Guying by stubs, S3 

to trees, 82 

towers. 114 
Guys, attachment of, 84 

bead, S4 

long, 84 

Harmonics, 420 
Head available, 265 - 
Heads, typical, 273 
High-tension outlets, 120 
Holding power of earth, 81 
Hopicinaon system, 433 
Homgap, auxiliary, 102 
Horngapa, 18B 
Hunting of synchronous iiiacbiu 

390 
IlyiJraulio gr&dient, 272 

power, 257 

nulius, 267 

Ice-coated lines, 343 

Idle lines, 440 

Inioginory conductors, 244 

Impedance of cables, 27 

Indicator card, Brayton, 307 

Diesel, 307 

Utto, ^5 
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Indicator, demand, 431 
plkose, 41l> 
synchronism, 416 
Inductance against ground, 2-13 
mutual, 243 
self, 233, 436 
Induction motor, 382 
loading. 387 
multi-speed, 386 
panel, 181 
starting, 384 
mutual, 245 

on telephone lines, 01 
Inductor alternator, 312 
Injury to cable covering, 152 
Inspection of insulation, 26 
Insulation, grading of, 31 
materials, 22 
rubber, 22 
testing value of. 23 
Insulators, development of, 33 
feeder, 36 
section, 99 
strain, 37 
transposition, 36 
trolley- wire, 97 
types for line. 33 
Interconnections of lines, etc., 173 
Internal combustion engines, 304 
advantages of, 308 
disadvantages of, 300 
Iron wire, 17 

Joints in conductors. 90 
in wood, painting, 86 
sleeve, 90 

Kch-in's law, 225 
Keying conduits, 137 
Kutter's coofBcient, 267 

Laying conduit, 136 
Lightning arresters, 183 

electrolytic, 180 

liomgap, 186 

multigap, 187 

water jet. 185 
discharge recorder, 194 
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Liiiia<,'an, 375 

Line calculutions, 251 

indefinite series. 325, 335 
proWenw, 320, 332 
Hingle condenuer, 323 
summary of, 339 
' three coadenserB, 324, 334 
drop, 238 
l>ttDel, 181 
phenomena, 436 
regulation, 24», 32(1, 330 
Link insulators, inxtallatiuus of, 117 
Load chaiact«ri(<ticx, 3S1 

factor, 432, 433 
Logarithmic dJHcharge, 438 
Lonii>ard governor, 287 
Ix>oi)ed maina, 207 

and feeders, 222 
Lord Kelvin's law, 225 

Mains of varying size, 211 
Manholes. 146 
Maitts, erecting, 113 
Matthiescn's standard, 5 
Matthews' cahle clamp, 103 

guy anchor, 81 
Measurement a. 407 
Mercury arc. See rectifier. 
Meteorological survey, 68, 320 
Meter calibration, 414 
Meters, 407 

fre<|uency, 415 

water, 203 
Mil, I 

Moisture in oil, 3G1 
Motor, altemallng-current, cu 
talor, 389 

appUcations, 404 

compound, 401, 40ri 

direct-current. 400, 40C 

generators, 379 

induction, 382, 405 
starting, 3K4 

re]>ulsion, 400 

series, 401. 400 

shunt, 400, 40(1 

Hj'nchranouH, 3Kf), 400 



Motors, types of, 382 
Multigap arresters, 187 
Mutual induction, 245 

Natural frequency of line, 254 

of machine, 391 
Networks, 221 

Neutral, h r i n k i n g direct-current 
from transformer, 230 
of tbree-wire system, 214 
New York, New Haven and Hart- 
ford catenary support, ItHi 



Oils, drying, 361 

moisture in, 361 
transformer, 300 
Oil switch, 162 

installation of, l(i6 
rating. 167 
U|>ening a line. 440 
Oscillations, 437 
■ Oscillogram, alternating-current vo\~ 
tage recovery, 430 
blowing on aluminium fuse, 429 
oil circuit l)reaker, 428 
pulsation of synchronous con- 

vertor, 4.'M) 
short-circuit of generator, 427, 
428 
Oscillograph, 425 
Otto cycle, 305 
Outdoor switching, 183 
Outlets, high-tension, 126 
Over-motoring, 404 

Pajicr insulation, 30 

Paraffin, 31 

l*ara rubl>er, 22 

Pedestal switchboards, 157 

Pelton wheel, 273. 279 

Penetration, efpiivolent depth of 

current, 20 
Penstocks. 270 
Phase cliaracteristics. 393 

indicator, 416 
lln^. .-ij 

fastening in cross-arms, 87 
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Pi|)c lines, anchoring, 271 
Hteel, 271 
wooden, 270 
Pipes, long, 269 
Pole groupa, 110 
" Polorector," 76 
Poles, 47 

settings, 77 
Polyphase metere, 413 
Potent iul gradient, calculation of,2U5 

for parallel circuit, 203 

for serieB circuit, 200 

in insulation, 31 

with feeders, 204 
Potheada, 184 
Power factor control, 395 

of motor load, 395 



Pn 



la for wood, 50 

rs, economy of, 305, i 



Quarter-wave length, 443 

Radial conduit, 140 
Itailway feederK, 221 

lines, 97 

load, character of, 210 
Rating curve of stream, 201 
Hates, syatoms of, 432 
Reactance, 237 

of transformers, 304 

Recorder, discharge, 194 

Rectification, 371 

Rectifier, eiectroiytic, 371 

mercury are, 371 

voltage ratios of, 372 



Reels for w 



i atria. 
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Regeneration, 349 

Regulation of a/^PK, -,, 3i, 

ofI(nw,W,¥ V^ •* 
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Regulator panel, 180 

voltage, 1 95 
Relays upon circuit breakers, lli7 
Relay switching, summary of, 177 
Remote control, 157, 168 
Repulsion motor, 400 
Reservoirs, 282 

Hei^stance, charging, used with elec- 
trolytic arresters, 192 

effective, 232 

Matthiesen's standards of, 5 

of alloys, 9 

tables, 7, 8, 16, 17 
Return circuit for railways, 109 
Right of way, 68, 319 
Rodding conduits, 147 
Roof entrttncee, 128 
Rope drive, 311 
Rotary convertors. Sco ayiichro- 



Hubber insulation, 22 
Run-off, 358 

Sag of lines, 116 
Bcaleof curves, 417 
Scliaghticoke redevelopment, 283 
"Scott" connection, 351 
Second-feet discharge, 258 
Section insulator, 99 
Selt-induotion, coefficient of. 233 

of three-phase circuit, 236 
Scries method of line calculation, 254 

motor, 401 
Service boxes, 150 
Shelving in manholes, 140 
Shunt motor, 400 
Siphon pipe line, 272 
Skin-effect with iron conductors, 18 

S\eet slonna, 71 

Slope ot stream to show flow, 259 

Span calculations, 340 

eiwkRTHp, 409 . ,^ 

^j,ec\fications for copier w 



(or ryil>l«r Insuliilion, 23 
^ tarliuR induction motors. 3M^^ 
^^ synchronous 



IS convertors, 3 
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Station wiring, 179 

tjteam engine, 295 

r&tings, 297 

speed chAracteriitticK, 2tt8 
water nt«3, 297, 303 
]>ower, 290 

preeaureu io Curtis turbiuc, 3UU 
turbine blading, 299 
turbines, 298 
Curtix, 300 
De Laval, 290 
low preittture, 303 
speedH, 300 
water rateo, 302, ;)03 
We«tinghou8e-l*arBonH, 301 
admission, 301 
Stokera, mechuiieal, 292 
Storage of water, 2S3 
StoriDS, 320 
Stream velocity, 262 
Sturgestt governor, 2S7, 289 
Subdivision of conductor, 237 
Substationi), 347 
Surges, 437 

Switchboard designs, 177, ISO 
development of, 15S 
panel equipments, 180 
rack, 155 
Switches, generator, 174 
group, 175 
line, 174 
section, 174 
selector. 174 
types of. 159 
Switching, 439 

by relays, summary of, 177 
outdoor, 183 
systems, 173 
Switch, oil, 162 
Kynchronism indicator, 41)1 
Synchronous condenser, 395 
convettor. 374 

current cycle of, 375 

heating, 375 

panel, 182 

voltage ratios of, 374, 377 



Synchronous motor, bunting of, 390 
initial current, 388 

torque, 388 
loading, 387 
panel, 182 

phase charactcmlicis, 39:t 
starting of, 388 



Tolephor 



t calculations, 'J'2H— 
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lines for |H>wcr lines, 121 
induction of. 91 
Tension of lines, 116 
Thermal losses, 291 
Three- wire supply, 228 

systems, 212 
Tie-wires. 89 
Tirrill regulator, 195 
Tower assembly, III 

erection, 114 

settings, 111 
Transformer connections, 350, 304 

oils. 360 

reactances, 3M 
TraJisformers, air-blast, 358, 302 



conBtant-potential, 349 

cooling of, 358 

oil-cooled, 358, 362 

potential, 414 

series, 414 

wat«r-cooled, 360, 302 
Transmission tine, 319 
TransjMsitiun of conductors, I20 

single-pin, 96 



squ 



re. 96 



Transpositions, teleplionc line, 02 
Trolley-wire brackets, 103 
catenary supjiort, 105 

feeders. 101 

frogs and crossings, 100 

insulators, 97 

span supports, 07 
Tunnels for conductors, 131 
Turbine settings, 280 
Turbines, steam. See steam lurbioea. 
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Turbines, wat«r, 272 
types of, 273 
Two-cycle engine, 306 
Tying or cUmping conductor, 1 IG 
Types of motors, 382 
of BVritchCB, 159 

Uniformity of voltage, neeil of, 210 
Unit typo of control, 159 

Varnished cambric, 26 
Velocity head, 261 

method of calculation of stream 
flow, 259 

of water flow, 267 
ypntitation of manholes, 151 
Voltages, standard for Unes, 321 
Voll meters, 408 

Wall outlets, 126 
Wat«r-tlow in canals, 267 
in streiuns, 258 



Water jets, 185 

power, 257 

rates for steam engines, i 
303 
for steam turbines, 302, 

storage, 283 

wheels, 272 
Watt-hour meters, 409 
Wattmeter connections, 410 
Wattmeters, 400 

polyphase, 413 
Wave length, 441 
Waves, 441 

standing, 442 

traveling, 442, 445 
Weir measurements, 259 
Wind pressures, 343 
Wires, meafiurement of, t 
Wire specifications, 10 

tables, aluminium, 16, 17 

copper, 7, 8 
Woodward governor, 289 
Wright demand indicator, 431 
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